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Strategies for Today's 
Environmental Partnership 


API ENVIRONMENTAL, HEALTH AND SAFETY MISSION 
AND GUIDING PRINCIPLES 


The members of the American Petroleum Institute are dedicated to continuous efforts to 
improve the compatibility of our operations with the environment while economically 
developing energy resources and supplying high quality products and services to consum- 
ers. We recognize our responsibility to work with the public, the government, and others to 
develop and to use natural resources in an environmentally sound manner while protecting 
the health and safety of our employees and the public. To meet these responsibilities, API 
members pledge to manage our businesses according to the following principles using 
sound science to prioritize risks and to implement cost-effective management practices: 


e To recognize and to respond to community concerns about our raw materials, prod- 
ucts and operations. 


e To operate our plants and facilities, and to handle our raw materials and products in a 
manner that protects the environment, and the safety and health of our employees 
and the public. 


e To make safety, health and environmental considerations a priority in our planning, 
and our development of new products and processes. 


e To advise promptly, appropriate officials, employees, customers and the public of 
information on significant industry-related safety, health and environmental hazards, 
and to recommend protective measures. 


® To counsel customers, transporters and others in the safe use, transportation and dis- 
posal of our raw materials, products and waste materials. 

e To economically develop and produce natural resources and to conserve those 
resources by using energy efficiently. 


e To extend knowledge by conducting or supporting research on the safety, health and 
environmental effects of our raw materials, products, processes and waste materials. 


e Tocommit to reduce overall emissions and waste generation. 


e To work with others to resolve problems created by handling and disposal of hazard- 
ous substances from our operations. 


e To participate with government and others in creating responsible laws, regulations 
and standards to safeguard the community, workplace and environment. 


e To promote these principles and practices by sharing experiences and offering assis- 
tance to others who produce, handle, use, transport or dispose of similar raw materi- 
als, petroleum products and wastes. 
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SPECIAL NOTES 


API publications necessarily address problems of a general nature. With respect to partic- 
ular circumstances, local, state, and federal laws and regulations should be reviewed. 

API is not undertaking to meet the duties of employers, manufacturers, or suppliers to 
warn and properly train and equip their employees, and others exposed, concerning health 
and safety risks and precautions, nor undertaking their obligations under local, state, or fed- 
eral laws. 

Information concerning safety and health risks and proper precautions with respect to par- 
ticular materials and conditions should be obtained from the employer, the manufacturer or 
supplier of that material, or the material safety data sheet. 

Nothing contained in any API publication is to be construed as granting any right, by 
implication or otherwise, for the manufacture, sale, or use of any method, apparatus, or prod- 
uct covered by letters patent. Neither should anything contained in the publication be con- 
strued as insuring anyone against liability for infringement of letters patent. 

Generally, API standards are reviewed and revised, reaffirmed, or withdrawn at least every 
five years. Sometimes a one-time extension of up to two years will be added to this review 
cycle. This publication will no longer be in effect five years after its publication date as an 
operative API standard or, where an extension has been granted, upon republication. Status of 
the publication can be ascertained from the API Manufacturing, Distribution and Marketing 
Department [telephone (202) 682-8000]. A catalog of API publications and materials is pub- 
lished annually and updated quarterly by API, 1220 L Street, N.W., Washington, D.C. 20005. 

This document was produced under API standardization procedures that ensure appropri- 
ate notification and participation in the developmental process and is designated as an API 
standard. Questions concerning the interpretation of the content of this standard or com- 
ments and questions concerning the procedures under which this standard was developed 
should be directed in writing to the director of the Manufacturing, Distribution and Market- 
ing Department, American Petroleum Institute, 1220 L Street, N.W., Washington, D.C. 
20005. Requests for permission to reproduce or translate all or any part of the material pub- 
lished herein should also be addressed to the director. 

API standards are published to facilitate the broad availability of proven, sound engineer- 
ing and operating practices. These standards are not intended to obviate the need for apply- 
ing sound engineering judgment regarding when and where these standards should be 
utilized. The formulation and publication of API standards is not intended in any way to 
inhibit anyone from using any other practices. 

Any manufacturer marking equipment or materials in conformance with the marking 
requirements of an API standard is solely responsible for complying with all the applicable 
requirements of that standard. API does not represent, warrant, or guarantee that such prod- 
ucts do in fact conform to the applicable API standard. 


All rights reserved. No part of this work may be reproduced, stored in a retrieval system, or 
transmitted by any means, electronic, mechanical, photocopying, recording, or otherwise, 
without prior written permission from the publisher. Contact the Publisher, 

API Publishing Services, 1220 L Street, N.W., Washington, D.C. 20005. 
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FOREWORD 


This standard covers the normal and emergency vapor venting requirements for above- 
ground liquid petroleum storage tanks and aboveground and underground refrigerated stor- 
age tanks designed for operation at pressures from vacuum through 15 pounds per square 
inch gauge (1.034 bar gauge). Discussed in this standard are the causes of overpressure or 
vacuum; determination of venting requirements; means of venting; selection, installation, 
and maintenance of venting devices; and testing and marking of relief devices. 

This standard has been developed from the accumulated knowledge and experience of 
qualified engineers in the petroleum-processing industry and its related industries. The vapor 
venting requirements in this standard are based on studies using hexane. Intended for petro- 
leum products, this standard may be applied to other materials; however, sound engineering 
analysis and judgment should be used whenever this standard is applied to other materials. 

Engineering studies of a particular tank may indicate that the appropriate venting capacity 
for the tank is not the venting capacity estimated in accordance with this standard. The many 
variables associated with tank venting requirements make it impractical to set forth definite, 
simple rules that are applicable to all locations and conditions. Larger venting capacities may 
be required on tanks in which liquid is heated, on tanks that receive liquid from wells or 
traps, and on tanks that are subjected to pipeline surges. Larger venting capacities may also 
be required on tanks that use flame arresters or have other restrictions that may build up pres- 
sure under certain conditions. 

This standard does not apply to external floating roof tanks or free vented internal floating 
roof tanks. 

API publications may be used by anyone desiring to do so. Every effort has been made by 
the Institute to assure the accuracy and reliability of the data contained in them; however, the 
Institute makes no representation, warranty, or guarantee in connection with this publication 
and hereby expressly disclaims any liability or responsibility for loss or damage resulting 
from its use or for the violation of any federal, state, or municipal regulation with which this 

1 publication may conflict. 

Suggested revisions are invited and should be submitted to the director of the Manufactur- 
ing, Distribution and Marketing Department, American Petroleum Institute, 1220 L Street, 
N.W., Washington, D.C. 20005. 
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IMPORTANT INFORMATION CONCERNING USE OF ASBESTOS 
OR ALTERNATIVE MATERIALS 


Asbestos is specified or referenced for certain components of the equipment described in 
some API standards. It has been of extreme usefulness in minimizing fire hazards associated 
with petroleum processing. It has also been a universal sealing material, compatible with 
most refining fluid services. 

Certain serious adverse health effects are associated with asbestos, among them the 
serious and often fatal diseases of lung cancer, asbestosis, and mesothelioma (a cancer of 
the chest and abdominal linings). The degree of exposure to asbestos varies with the prod- 
uct and the work practices involved. 

Consult the most recent edition of the Occupational Safety and Health Administration 
(OSHA), U.S. Department of Labor, Occupational Safety and Health Standard for Asbestos, ; 
Tremolite, Anthophyllite, and Actinolite, 29 Code of Federal Regulations Section 
1910.1001; the U.S. Environmental Protection Agency, National Emission Standard for 
Asbestos, 40 Code of Federal Regulations Sections 61.140 through 61.156; and the U.S. 
Environmental Protection Agency (EPA) rule on labeling requirements and phased banning 
of asbestos products (Sections 763.160-179). 

There are currently in use and under development a number of substitute materials to 
replace asbestos in certain applications. Manufacturers and users are encouraged to develop 
and use effective substitute materials that can meet the specifications for, and operating 
tequirements of, the equipment to which they would apply. 

SAFETY AND HEALTH INFORMATION WITH RESPECT TO PARTICULAR 
PRODUCTS OR MATERIALS CAN BE OBTAINED FROM THE EMPLOYER, THE 
MANUFACTURER OR SUPPLIER OF THAT PRODUCT OR MATERIAL, OR THE a 
MATERIAL SAFETY DATA SHEET. 
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Venting Atmospheric and Low-Pressure Storage Tanks 


0 Introduction 


The venting requirements provided in this standard are 
based on studies of hexane stored in steel tanks. Sound engi- 
neering judgment should be applied when extrapolating these 
results to other liquids and nonmetallic tanks. 

Detailed engineering studies of a particular tank and its 
operating conditions may indicate that the appropriate vent- 
ing capacity for the tank is not the venting capacity estimated 
in accordance with this standard. If a tank’s operating condi- 
tions could deviate from those used in developing this stan- 
dard, detailed engineering studies should be performed. 


1 Scope 


This standard covers the normal and emergency vapor 
venting requirements for aboveground liquid petroleum or 
petroleum products storage tanks and aboveground and 
underground refrigerated storage tanks designed for operation 
at pressures from vacuum through 15 pounds per square inch 
gauge (1.034 bar gauge). Discussed in this standard are the 
causes of overpressure or vacuum; determination of venting 
requirements; means of venting; selection, installation, and 
maintenance of venting devices; and testing and marking of 
relief devices. 


2 References 


Unless otherwise specified, the referenced sections of the 
most recent editions or revisions of the following standards, 
codes, and specifications shall, to the extent specified herein, 
form a part of this standard. 


2.1 STANDARDS 


API 
Std 620 Design and Construction of Large, Welded, 
Low-Pressure Storage Tanks 
Std 650 Welded Steel Tanks for Oil Storage 
Std 2510 Design and Construction of Liquefied 
Petroleum Gas (LPG) Installations 
ASME! 
PTC 19.5 Fluid Meters: Interim Supplement on 
Instruments and Apparatus, Part I— 
“Application” 
PTC 25 Pressure Relief Devices 


Boiler & Pressure Vessel Code, Section 
VII, Division I, Rules for Construction of 
Pressure Vessels 


1American Society of Mechanical Engineers, 345 East 47th Street, 
New York, New York 10017 
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2.2 OTHER REFERENCES 


API 

RP 520 Sizing, Selection, and Installation of Pres- 
sure-Relieving Devices in Refineries, Part I 
— “Sizing and Selection” 

RP 521 Guide for Pressure-Relieving and Depres- 
suring Systems 

RP 576 Inspection of Pressure-Relieving Devices 

Publi 2210 Flame Arresters for Vents of Tanks Storing 
Petroleum Products 

RP 2350 Overfill Protection for Petroleum Storage 
Tanks 

Bull 2521 Use of Pressure-Vacuum Vent Valves for 


Atmospheric Pressure Tanks to Reduce 
Evaporation Loss 


3 Definition of Terms 


For the purposes of this standard, the following definitions 
apply: 
3.1 accumulation: The pressure increase in a tank over 
its maximum allowable working pressure when the vent valve 
is relieving (expressed in pressure units or percentage of the 
maximum allowable working pressure). Maximum allowable 
accumulations are typically established by applicable codes 
for operating and fire contingencies. 


3.2 barrel: A liquid unit of measure equal to 42 US gallons 
(0.159 cubic meters). 


3.3. BTU: British Thermal Unit, a unit of heat that will 
increase the temperature of one pound of water one degree 
Fahrenheit, 


3.4 emergency venting: The venting required when an 
abnormal condition, such as ruptured internal heating coils or 
an external fire, exists either inside or outside of a tank. 


3.5 nonrefrigerated tank: A container that stores mate- 
rial in a liquid state without the aid of refrigeration either by 
evaporation of the tank contents or by a circulating refrigera- 
tion system. Generally, the storage temperature will be close 
to or higher than ambient temperature. 


3.6 normal venting: The venting required because of 
operational requirements or atmospheric changes. 


3.7 overpressure: The pressure increase at the valve 
inlet above the set pressure, when the valve is relieving, 
expressed in pressure units or as a percentage of the set pres- 
sure. It is the same as accumulation when the valve is set at 
the maximum allowable working pressure and the inlet pip- 
ing losses are zero. 
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3.8 petroleum: Crude oil. 


3.9 petroleum products: Hydrocarbon materials or 
other products derived from crude oil. 


3.10 PV valve: A weight-loaded, pilot-operated, or spring- 
loaded valve, used to relieve excess pressure and/or vacuum 
that has developed in a tank. 


3.11. rated relieving capacity: The flow capacity of a 
relief device expressed in terms of air fiow at standard 
conditions (SCFH or Nm3/h) at a designated pressure or 
vacuum. 


3.12 refrigerated tank: A container that stores liquid at a 
temperature below atmospheric temperature with or without 
the aid of refrigeration either by evaporation of the tank con- 
tents or by a circulating refrigeration system. 


3.13 relief device: Any device used to relieve excess 
pressure and/or vacuum that has developed in a tank. 


3.14 relieving pressure: The pressure at the inlet of a 
relief device when it is flowing at the required relieving 
capacity. 


3.15 required flow capacity: The flow capacity of a 
relief device required to prevent excessive overpressure or 
vacuum in a tank under the most severe operating or emer- 
gency conditions. 


3.16 SCFH: Standard cubic feet of air or gas per hour 
(same as free air or free gas) at a temperature of 60°F 
(15.6°C) and a pressure of 14.7 pounds per square inch abso- 
lute (1.014 bar absolute). 


3.17 Nm*h: Normal cubic meters of air or gas per hour at 
a temperature of 0°C and pressure of 1.014 bar 


3.18 set pressure: The gauge pressure at the device inlet 
at which the relief device is set to start opening under service 
conditions (measurable lift begins). 


3.19 thermal inbreathing: The movement of air or blan- 
keting gas into a tank when vapors in the tank contract or con- 
dense as a result of weather changes conditions (e.g., a 
decrease in atmospheric temperature). 


3.20 thermal! outbreathing: The movement of vapors 
out of a tank when vapors in the tank expand and liquid in the 
tank vaporizes as a result of weather changes (e.g., an increase 
in atmospheric temperature). 


3.21 wetted area: The surface area of a tank exposed to 
liquid on the interior and heat from a fire on the exterior. 
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4 Nonrefrigerated Aboveground Tanks 
4.1 GENERAL 


This section covers the normal and emergency venting 
requirements for nonrefrigerated aboveground liquid petro- 
leum or petroleum products storage tanks. Discussed in this 
section are the causes of overpressure or vacuum; determina- 
tion of venting requirements; means of venting; selection, 
installation, and maintenance of venting devices; and testing 
and marking of relief devices. 


4.22 CAUSES OF OVERPRESSURE OR VACUUM 
4.2.1 General 


When the possible causes of overpressure or vacuum in a 
tank are being determined, the following circumstances must 
be considered: 


a. Liquid movement into or out of the tank. 

b. Tank breathing due to weather changes (e.g., pressure and 
temperature changes). 

c. Fire exposure. 

d. Other circumstances resulting from equipment failures 
and operating errors. 


Some of these circumstances are described more fully in 
Sections 4.2.2 through 4.2.5. There may be additional cir- 
cumstances that should be considered by the designer but are 
not included in this standard. 


4.2.2 Liquid Movement Into or Out of a Tank 


Inbreathing will result from the outflow of liquid from a 
tank. Outbreathing will result from the inflow of liquid into a 
tank and from the vaporization, including flashing of the feed 
liquid, that will occur because of the inflow of the liquid. 
Flashing of the feed liquid can be significant for feed that is 
near or above its boiling point at the pressure in the tank. 


4.2.3 Weather Changes 


Inbreathing will result from the contraction or condensa- 
tion of vapors that is caused by a decrease in atmospheric 
temperature or other weather changes, such as wind changes, 
precipitation, etc. Outbreathing will result from the expansion 
and vaporization that is caused by an increase in atmospheric 
temperature or weather changes (thermal breathing). 


4.2.4 Fire Exposure 


Outbreathing will result from the expansion of the vapors 
and vaporization of the liquid that occurs when a tank absorbs 
heat from an external fire. 
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4.2.5 Other Circumstances 
4.2.5.1 General 


When the possible causes of overpressure or vacuum in a 
tank are being determined, other circumstances resulting from 
equipment failures and operating errors must be considered 
and evaluated by the designer. Calculation methods for these 
other circumstances have not been provided in this standard. 


4.2.5.2. Pressure Transfer Blowoff 


Liquid transfer from other vessels, tank trucks, and tank 
cars may be aided or accomplished entirely by pressurization 
of the supply vessel with a gas, but the receiving tank may 
encounter a flow surge at the end of the transfer due to vapor 
breakthrough. Depending on the pre-existing pressure and 
free head space in the receiving tank, the additional gas vol- 
ume may be sufficient to overpressure the tank. The control- 
ling case is a transfer that fills the receiving tank so that little 
head space remains to absorb the pressure surge. A similar 
situation can be encountered during line pigging if a vapor 
chaser is used after the pigging device. 


4.2.5.3 Inert Pads and Purges 


Inert pads and purges are provided on tanks to protect the 
contents of the tanks from contamination, maintain nonflam- 
mable atmospheres in the tanks, and suppress vapor emis- 
sions from the tanks. An inert pad and purge system normally 
has a supply regulator and a back pressure regulator to main- 
tain interior tank pressure within a narrow range. Failure of 
the supply regulator can result in unrestricted gas flow into 
the tank, reduced gas flow, or complete loss of the gas flow. 
Failure of the back pressure regulator could result in over- 
pressure. 


4.2.5.4 External Heat Transfer Devices 


Steam, tempered water, and hot oil are common heating 
media for tanks whose contents must be maintained at ele- 
vated temperatures. If failure of a tank’s supply control valve, 
temperature sensing element, or control system causes the 
flow of heating medium to the tank’s jacket to increase, vapor- 
ization of the liquid stored in the tank can occur. When vapor- 
ization occurs, the resulting overpressure must be relieved. 

If a tank maintained at elevated temperatures is empty, 
excessive feed vaporization may result when the tank is filled. 
If the temperature control system of the tank is active with the 
sensing element exposed to vapor, the tank’s heating medium 
may be circulating at maximum rate with the tank wall at 
maximum temperature. Filling during such conditions may 
result in excessive feed vaporization. The excessive feed 
vaporization would stop as soon as the walls cooled and the 
fluid level covered the sensing element. 


For a tank with a cooling jacket or coils, liquid vaporiza- 
tion as a result of the loss of coolant flow must be considered. 


4.2.5.5 Internal Heat Transfer Devices 


Mechanical failure of a tank’s internal heating or cooling 
device can expose the contents of the tank to the heating or 
cooling medium used in the device. In low-pressure tanks, it 
can be assumed that the flow direction of the heat transfer 
medium will be into the tank when the device fails. Chemical 
compatibility of the tank contents and the heat transfer 
medium must be considered. Relief of the heat transfer 
medium (e.g., steam) may be necessary. The disposition of 
the tank contents until the device can be repaired or replaced 
must also be considered. 


4.2.5.6 Vent Treatment Systems 


If vapor from a tank is collected for treatment or disposal by 
a vent treatment system, the vent collection system may fail. 
This failure must be evaluated. Failures affecting the safety of 
a tank can include back pressure developed from problems in 
the piping (liquid-filled pockets and solids build-up), other 
equipment relieving into the header, or blockage due to equip- 
ment failure. An emergency venting device that relieves to 
atmosphere, set at a higher pressure than the vent treatment 
system, is normally used. For toxic or hazardous vapors, a fail- 
safe vent treatment system should be considered. 


4.2.5.7 Utility Failure 


Local and plant-wide power and utility failures must be 
considered as possible causes of overpressure or vacuum. 
Loss of electrical power will directly affect any motorized 
valves or controllers and may also shut down the instrument 
air supply. Also, cooling and heating fluids may be lost during 
an electrical failure. 


4.2.5.8 Change in Temperature of the Input Stream 
to a Tank 


A change in the temperature of the input stream to a tank 
brought about by a loss of cooling or an increase in heat input 
may cause overpressure in the tank. 


4.2.5.9 Chemical Reactions 


The contents of some tanks may be subject to chemical 
reactions, which may generate heat and/or vapors. Some 
examples of chemical reactions may include inadvertently 
adding water to acid or spent acid tanks thereby generating 
steam and/or vaporizing light hydrocarbons, runaway reac- 
tions of phenol tanks, etc. In some cases, the material may 
foam, causing two phase relief. Technology developed by the 
Design Institute for Emergency Relief (DIERS) may be used 
to evaluate these cases. 
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4.2.5.10 Liquid Overfill Protection 


For information on liquid overfill protection, see API Stan- 
dards 620, 2510, and API Recommended Practice 2350. Lig- 
uid overfill shall be prevented by providing positive design 
and operation steps, such as two reliable and repairable level 
instruments and an independent high-level alarm that indepen- 
dently stop the filling operation by closing the filling valves. 


4.2.5.11 Atmospheric Pressure Changes 


A rise or drop in barometric pressure is a possible cause of 
vacuum or overpressure in a tank. 


4,2.5.12 Control Valve Failure 


Failure of a control valve on the liquid line to a tank must 
be considered because such a failure may overload heat 
exchange equipment and cause high temperature material to 
be admitted to the tank. A control valve failure may also 
cause the liquid level in a pressurized vessel feeding liquid to 
a tank to drop below the vessel outlet nozzle, allowing high 
pressure vapor to enter the tank. 


4.2.5.13 Steam Out 


If an uninsulated tank is filled with steam, the condensing 
rate due to ambient cooling may exceed the venting rates 
specified in this standard. Other steps, including large vents 
(open manways) and slowly cooling the tank, are necessary to 
prevent excessive internal vacuum. 


4.2.5.14 Uninsulated Tanks 


Uninsulated tanks with exceptionally hot vapor spaces may 
exceed the venting requirements in this standard during a 
rainstorm. Vapor contraction may cause excessive vacuum. 
An engineered review of heated uninsulated tanks with vapor 
space temperatures above 120°F (48.9°C) is recommended. 


4.3. DETERMINATION OF VENTING 
REQUIREMENTS 


4.3.1 General 
Venting requirements are given for the following conditions: 


a. Inbreathing resulting from maximum outflow of liquid 
from the tank. 
b. Inbreathing resulting from contraction or condensation of 
vapors caused by maximum decrease in vapor space tempera- 
ture (thermal breathing). 
c. Outbreathing resulting from maximum inflow of liquid 
into the tank and maximum vaporization caused by such 
inflow. 
d. Outbreathing resulting from expansion and vaporization 
that result from maximum increase in vapor space tempera- 
ture (thermal breathing). 
e. Outbreathing resulting from fire exposure. 

Although design guidelines are not presented in this stan- 
dard for other circumstances discussed in Section 4.2.5, they 
should be considered. 


4.3.2. Requirements for Normal Venting Capacity 


The total normal venting capacity shall be at least the sum 
of the venting requirements for liquid movement and thermal 
effect; however, the required capacity may be reduced for 
products whose volatility is such that vapor generation or 
condensation within the permissible operating range of tank 
pressure will provide all or part of the venting requirements. 
In cases in which noncondensables are present, this should be 
taken into account. A summary of the venting requirements 
for inbreathing and outbreathing due to liquid movement out 
of and into a tank and thermal effects are shown in Tables 1 
and 2. These requirements are discussed in Sections 4.3.2.1 
and 4.3.2.2. 


Table 1A—Normal Venting Requirements 
(SCFH of Air per Barrel per Hour of Liquid Flow) 


A. English Units 
Flash Point/Boiling Point Inbreathing Outbreathing 
Liquid 1 Liquid 
Movement Out i” Movement In Thenal 

Flash Point = 100°F 5.6 See Table 2A 6 See Table 2A 
Boiling Point = 300°F 5.6 iad 6 “8 
Flash Point < 100°F 5.6 a 12 SAM 
Boiling Point < 300°F 5.6 aes 12 a 


4 Data on flash point or boiling point may be used. Where both are available, use fiash point 


(See Appendix A). 
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Table 1B—Normal Venting Requirements 
(Nm*/hr of Air per Cubic Meter per Hour of Liquid Flow) 
B. Metric Units 


Flash Point/Boiling Point* Inbreathing Outbreathing 
Liquid Liquid 
vent Out Theemial Mevenct In Ate 
Flash Point 2 37.8°C 0.94 See Table 2B 1.01 See Table 2B 
Boiling Point 2 148.9°C 0.94 oe 1.01 ca 
Flash Point < 37.8°C 0.94 pr 2.02 we 
Boiling Point < 149°C 0.94 aa 2.02 eas 


Data on flash point or boiling point may be used. Where both are available, use flash point 


(See Appendix A). 


4.3.2.1 


4.3.2.1.1 The requirement for venting capacity for maxi- 
mum liquid movement out of a tank should be equivalent to 
5.6 SCFH of air for each 42 US gallon barrel (0.94 Nm/h of 
air for each cubic meter) per hour of maximum emptying rate 
for liquids of any flash point. 


4.3.2.1.2 The requirement for venting capacity for thermal 
inbreathing for a given tank capacity for liquids of any flash 
point should be at least that shown in Column 2 of Table 2. 
An engineering review should be conducted for heated unin- 
sulated tanks where the vapor space temperature is main- 
tained above 120°F (48.9°C) (see Section 4.2.5.14). 


Inbreathing (Vacuum Relief) 


4.3.2.2. Outbreathing (Pressure Relief) for Liquid 
With a Flash Point Above 100°F (37.8°C) 


4.3.2.2.1_ The requirement for venting capacity for maxi- 
mum liquid movement into a tank and the resulting vaporiza- 
tion for liquid with a flash point of 100°F (37.8°C) or above 
or a normal boiling point of 300°F (148.9°C) or above should 
be equivalent to 6 SCFH of air for each 42 US gallon barrel 
(1.01 Nm?/h per cubic meter) per hour of maximum filling 
rate. 


Note: Protection against liquid overfilling is not covered in this stan- 
dard, but it is covered in API Standard 620 and in API Recom- 
mended Practice 2350. 


4.3.2.2.2 The requirement for venting capacity for thermal 
outbreathing, including thermal vaporization, for a given tank 
capacity for liquid with a flash point of 100°F (37.8°C) or 
above or a nomnal boiling point of 300°F (148.9°C) or above 
should be at least that shown in Column 3 of Table 2. 


4.3.2.3 Outbreathing (Pressure Relief) for Liquid 
With a Flash Point Below 100°F (37.8°C) 


4.3.2.3.1 The requirement for venting capacity for maxi- 
mum liquid movement into a tank and the resulting vaporiza- 
tion for liquid with a flash point below 100°F (37.8°C) or a 
normal boiling point below 300°F (148.9°C) should be equiv- 


alent to 12 SCFH of air for each 42 US gallon barrel (2.02 
Nm*/h per cubic meter) per hour of maximum filling rate (see 
Appendix A for the basis of this requirement). 


A tank into which liquid is fed at or near the boiling point 
at the tank pressure may require an outbreathing capacity that 
is higher than the capacity indicated above or in Table 1. The 
values presented above and in Table 1 are based on vaporiza- 
tion of 0.5 percent of the feed liquid; significantly higher 
vaporization rates can occur if the feed is above the boiling 
point. For instance, with hexane, 0.4 percent of the feed can 
vaporize for every 1°F (0.56°C) above the boiling point at 
tank pressure. 


Note: Protection against liquid overfilling is not covered in this stan- 
dard, but it is covered in API Standard 620 and in API Recom- 
mended Practice 2350. 


4,.3.2.3.2 The requirement for venting capacity for thermal 
outbreathing, including thermal vaporization, for a given tank 
capacity for liquid with a flash point below 100°F (37.8°C) or 
a normal boiling point below 300°F (148.9°C) should be at 
least that shown in Column 4 of Table 2. 


4.3.3 Requirements for Emergency Venting 
Capacity for Tanks Subject to Fire Exposure 


When storage tanks are exposed to fire, the venting rate 
may exceed the rate resulting from a combination of normal 
thermal effects and liquid movement. In such cases, the con- 
struction of the tank will determine whether additional vent- 
ing capacity must be provided. 


4.3.3.1 Tanks With Weak Roof-to-Shell Attachment 


On a fixed-roof tank with a weak (frangible) roof-to-shell 
attachment as described in API Standard 650, the roof-to-shell 
connection will fail preferentially to any other joint and the 
excess pressure will be safely relieved if the normal venting 
capacity should prove inadequate. For a tank built to these 
specifications, consideration need not be given to any addi- 
tional requirements for emergency venting; however, additional 
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Table 2A—Requirements for Thermal Venting Capacity 
A. English Units 


Tank Capacity Cae Outbreathing 
Column 1¢ Column 2? Column 3° Column 4¢ 
Flash Point > 100°F Flash Point < 100°F 
or Normal Boiling or Normal Boiling 
Point 2 300°F Point < 300°F 

Barrels Gallons SCFH Air SCFH Air SCFH Air 
60 2,500 60 40 60 
100 4,200 100 60 100 
500 21,000 500 300 500 
1,000 42,000 1,000 600 1,000 
2,000 84,000 2,000 1,200 2,000 
3,000 126,000 3,000 1,800 3,000 
4,000 168,000 4,000 2,400 4,000 
5,000 210,000 5,000 3,000 5,000 
10,000 420,000 10,000 6,000 10,000 
15,000 630,000 15,000 9,000 15,000 
20,000 840,000 20,000 12,000 20,000 
25,000 1,050,000 24,000 15,000 24,000 
30,000 1,260,000 28,000 17,000 28,000 
35,000 1,470,000 31,000 19,000 31,000 
40,000 1,680,000 34,000 21,000 34,000 
45,000 1,890,000 37,000 23,000 37,000 
50,000 2,100,000 40,000 24,000 40,000 
60,000 2,520,000 44,000 27,000 44,000 
70,000 2,940,000 48,000 29,000 48,000 
80,000 3,360,000 §2,000 31,000 52,000 
90,000 3,780,000 56,000 34,000 56,000 
100,000 4,200,000 60,000 36,000 60,000 
120,000 5,040,000 68,000 41,000 68,000 
140,000 5,880,000 75,000 45,000 75,000 
160,000 6,720,000 82,000 50,000 82,000 
180,000 7,560,000 90,000 34,000 90,000 


Notes: 

4 For tanks with a capacity of 20,000 barrels (3,180 cubic meters) or more, the requirements for the vacuum 
condition are very close to the theoretically computed value of 2 SCFH of air per square foot (0.577 Nm3/h per 
square meter) of total shell and roof area. For tanks with a capacity of less than 20,000 barrels (3,180 cubic 
meters), the requirements for the vacuum condition have been based on 1 SCFH of air for each barrel of tank 
capacity (0.169 Nm°/h per cubic meter). This is substantially equivalent to a mean rate of temperature change 
of 100°F (37.8°C) per hour in the vapor space (see Appendix A). An engineering review should be conducted 
for uninsulated tanks where the vapor space temperature is maintained above 120°F (48.9°C) (see 4.2.5.14). 

> For stocks with a flash point of 100°F (37.8°C) or above, the outbreathing requirement has been assumed to be 
60 percent of the inbreathing requirement. The roof and shell temperatures of a tank cannot rise as rapidly under 
any condition as they fall, for example, during a sudden cold rain. 

‘For stocks with a flash point below 100°F (37.8°C), the outbreathing requirement has been assumed to be 
equal to the inbreathing requirement to allow for vaporization at the liquid surface and for the higher specific é 
gravity of the tank vapors. 

4 Interpolate for intermediate tank sizes. Tanks with a capacity of more than 180,000 barrels (30,000 cubic 
meters) require individual study. Refer to Appendix A for additional information about the basis of this table. 
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Table 2B —Requirements for Thermal Venting Capacity 
B. Metric Units 


Inbreathing 


Tank Capacity (Vacuum) Outbreathing 
Column 14 Column 2 Cotumn 3> Column 4¢ 
Flash Point > 37.8°C Flash Point < 37.8°C 
or Normal Boiling or Normal Boiling 
Point 2 148.9°C Point < 148.9°C 
Cubic Meters Nm/h Nm3/h Nm3/h 
10 1.69 1.01 1.69 
20 3.37 2.02 3.37 
1 100 16.9 10.1 16.9 
200 33.7 20.2 33.7 
300 50.6 30.3 50.6 
500 84.3 50.6 84.3 
700 118 70.8 118 
1,000 169 101 169 
1,500 253 152 253 
2,000 337 202 337 
3,000 506 303 506 
3,180 536 388 536 
4,000 647 472 647 
5,000 787 537 787 
6,000 896 602 896 
7,000 1,003 646 1,003 
8,000 1,077 682 1,077 
9,000 1,136 726 1,136 
10,000 1,210 807 1,210 
12,000 1,345 888 1,345 
14,000 1,480 969 1,480 
16,000 1,615 1,047 1,615 
18,000 1,745 1,126 1,745 
20,000 1,877 1,307 1,877 
25,000 2,179 1,378 2,179 
30,000 2,495 1,497 2,495 
Notes: 


4 For tanks with a capacity of 20,000 barrels (3,180 cubic meters) or more, the requirements for the vacuum 
condition are very close to the theoretically computed value of 2 SCFH of air per square foot (0.577 Nm/h per 
square meter) of total shell and roof area. For tanks with a capacity of less than 20,000 barrels (3,180 cubic 
meters), the requirements for the vacuum condition have been based on 1 SCFH of air for each barrel of tank 
capacity (0.169 Nm*sh per cubic meter). This is substantially equivalent to a mean rate of temperature change 
of 100°F (37.8°C) per hour in the vapor space (see Appendix A). An engineering review should be conducted 
for uninsulated tanks where the vapor space temperature is maintained above 120°F (48.9°C) (see 4.2.5.14). 

> For stocks with a flash point of 100°F (37.8°C) or above, the outbreathing requirement has been assumed to be 
60 percent of the inbreathing requirement. The roof and shell temperatures of a tank cannot rise as rapidly 
under any condition as they fall, for example, during a sudden cold rain. 

“For stocks with a flash point below 100°F (37.8°C), the outbreathing requirement has been assumed to be 
equal to the inbreathing requirement to allow for vaporization at the liquid surface and for the higher specific 
gravity of the tank vapors. 

4 Interpolate for intermediate tank sizes. Tanks with a capacity of more than 180,000 barrels (30,000 cubic 
meters) require individual study. Refer to Appendix A for additional information about the basis of this table. 
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emergency vents may be used to avoid failure of the joint. Care 
should be taken to ensure that the requirements for a frangible 
roof-to-shell attachment are met, particularly on a smaller tank. 


4.3.3.2 Tanks Without Weak Roof-to-Shell 
Attachment 


When a tank is not provided with a weak roof-to-shell 
attachment as described in 4.3.1.1, the procedure given in 
4.3.3.2.1 through 4.3.3.2.6 shall govern in evaluating the 
required venting capacity for fire exposure. 


4.3.3.2.1 For tanks subject to fire exposure, the required 
venting capacity shall be determined by Equation 1A or 1B. 


A. English Units 


0s 
SCFH = 3.091 x gx (a) (1A) 


SCFH = venting requirement, in standard cubic feet per 
hour of air, 


Q = heat input from fire exposure, in BTU per hour. 
Heat input is provided in Figure B-1 of Appen- 


dix B or the following summary: 
Wetted Surface Area Design Pressure Heat Input 
(square feet) (psig) (Btu/hr) 
<200 $15 Q = 20,000A 
2200 and <1000 $15 OQ = 199,300A9-566 
>1000 and <2800 <15 O = 963,40040-338 
22800 between 1 psig and @Q=21,000A82 
15 
22800 <1 Q = 14,090,000 


A = wetted surface area of the tank, in square feet 
(see Table 3A, Footnotes a and b), 


F = environmental factor from Table 4A. Credit 
may be taken for only one environmental factor, 


L = latent heat of vaporization of the stored liquid at 
the relieving pressure and temperature, in BTU 
per pound, 

T = temperature of the relieving vapor, in degrees 
Rankine. It is normally assumed that the tem- 
perature of the relieving vapor corresponds to 
the boiling point of the stored fluid at the reliev- 
ing pressure, 


M = molecular weight of the vapor being relieved. 
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B. Metric Units 


0.5 
Nm’ /h = 881.55 X oF x (a) (1B) 


where 


Nm3/h= venting requirement, in normal cubic meters 
per hour of air, 


Q = heat input from fire exposure, in Watts. Heat 
input is provided in the following summary: 


Wetted Surface Area Design Pressure Heat Input 
(square mm) (barg) (Watts) 
<18.6 £1,034 Q = 63,150A 
218.6 and <93 <1.034 O = 224,200A9.566 
293 and <260 1.034 O = 630,400A9-338 
2260 between 0.07 and = Q. = 43,200.82 
1.034 
>260 <0.07 OQ = 4,129,700 


A = wetted surface area of the tank, in square 
meters (see Table 3B, Footnotes a and b), 


F = environmental factor from Table 4B. Credit 
may be taken for only one environmental factor, 


E = latent heat of vaporization of the stored liquid at 
the relieving pressure and temperature, in kilo- 
joules/kilogram (kJ/kg), 


T = temperature of the relieving vapor, in degrees 
Kelvin. It is normally assumed that the temper- 
ature of the relieving vapor corresponds to the 
boiling point of the stored fluid at the relieving 
pressure, 


M = molecular weight of the vapor. 


4.3.3.2.2 Where a lesser degree of accuracy can be toler- 
ated, the required venting capacity can be determined from 
Table 3 or Equation 2A or 2B, as indicated in the following 
summary: 


For English Units: 
Wetted Surface Area Design Pressure Required Venting 
(square feet) (psig) Capacity (SCFH) 
<2800 <15 See Table 3A and 
4.3.3.2.3 
2>2800 <1 742,000 
(see 4.3.3.2.3) 
22800 Between 1 and Equation 2A 
15 
SCFH = 1107FA2-82 (2A) 
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Table 3A—Emergency Venting Required for Fire Exposure Versus Wetted Surface Area® 
A. English Units 


Wetted Area Venting Requirement Wetted Area Venting Requirement 
(square feet) (SCFH) (square feet) (SCFH) 
20 21,100 350 288,000 
30 31,600 400 312,000 
40 42,100 500 354,000 
50 52,700 600 392,000 
60 63,200 700 428,000 
70 73,700 800 462,000 
80 84,200 900 493,000 
90 94,800 1,000 524,000 
100 105,000 1,200 557,000 
120 126,000 1,400 587,000 
140 147,000 1,600 614,000 
160 168,000 1,800 639,000 
180 190,000 2,000 662,000 
200 211,000 2,400 704,000 
250 239,000 2,800 742,000 
300 265,000 >2,800° _ 


Table 3B—Emergency Venting Required for Fire Exposure Versus Wetted Surface Area 
B. Metric Units 


Weited Area? Venting Requirement Wetted Area® Venting Requirement 
(square meters) (Nm3/h) (square meters) (Nm3/h) 
: 2 608 35 8086 
913 40 8721 
4 1,217 45 9322 
5 1,521 50 9895 
6 1,825 60 10,971 
7 2,130 70 11,971 
8 2,434 80 12,911 
9 2,738 90 13,801 
11 3,347 110 15,461 
13 3,955 130 15,751 
15 4,563 150 16,532 
17 5,172 175 17,416 
19 5,780 200 18,220 
22 6,217 230 19,102 
25 6,684 260 19,910 
j 30 TAU >260° — 


@The wetted area of a tank or storage vessel shall be calculated as follows: 

Sphere and Spheroids—The wetted area is equal to 55 percent of the total surface area or the surface area to a height of 30 feet (9.14 meters) 
above grade, whichever is greater. 

Horizontal Tanks—The wetted area is equal to 75 percent of the total surface area or the surface area to a height of 30 feet (9.14 meters) above 
grade, whichever is greater. 

Vertical Tanks—The wetted area is equal to the total surface area of the vertical shell to a height of 30 feet (9.14 meters) above grade. For a ver- 
tical tank setting on the ground, the area of the ground plates is not to be included as wetted area. For a vertical tank supported above grade, a 
portion of the area of the bottom is to be included as additional wetted surface. The portion of the bottom area exposed to a fire depends on the 
diameter and elevation of the tank above grade. Engineering judgment is to be used in evaluating the portion of the area exposed to fire. 

For wetted surfaces larger than 2,800 square feet (260 square meters), see Sections 4.3.3.2.2 and 4.3.3.2.3. 

Note: 

Table 3 and the constants 1107 and 208.2 in Equations 2A and 2B respectively were derived from Equation 1 and Figure B-1 by using the latent 
heat of vaporization of hexane (144 BTU per pound or 334,900 J/kg) at atmospheric pressure and the molecular weight of hexane (86.17) and 
assuming a vapor temperature of 60°F (15.6°C). This method will provide results within an acceptable degree of accuracy for many fluids hav- 
ing similar properties (see Appendix B). 
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Table 4A—Environmental Factors for Nonrefrigerated Aboveground Tanks 
A. English Units 


Tank Design/Configuration sy paper mgs a F Factor 

Bare metal tank — 0 1.0 
Insulated tank® 40 1 0.3» 

oe 2.0 2 0.15 

rae 1.0 4 0.075% 

“on 0.67 6 0.05» 

ay 0.5 8 0.0375 

a 0.4 10 0.03> 

ais 0.33 12 0.025» 
Concrete tank or fireproofing — —_ (see note c) 
Water-application facilities4 = — 1.0 : 
Depressuring and emptying facilities® — —_— 10 
Underground storage — — 0 
Earth-covered storage above grade — — 0.03 
Impoundment away from tankf — = 0.5 


Notes: 

*The insulation shall resist dislodgment by fire-fighting equipment, shall be noncombustible, and shall not decompose at temperatures up to 

1000°F (537.8°C). The user is responsible to determine if the insulation will resist dislodgment by the available fire-fighting equipment. If the 

insulation does not meet these criteria, no credit for insulation shall be taken. The conductance values are based on insulation with a thermal 
conductivity of 4 BTU per hour per square foot per °F per inch of thickness (9 Watts per square meter per °C per centimeter of thickness). The 

user is responsible for determining the actual conductance value of the insulation used. The conservative value of 4 BTU per hour per square 

foot per °F per inch of thickness (9 Watts per square meter per °C per centimeter of thickness) for the thermal conductivity is used. 

bThese F factors are based on the thermal conductance values shown and a temperature differential of 1600°F (888.9°C) when using a heat input 

value of 21,000 BTU per hour per square foot (66,200 Watts per square meter) in accordance with the conditions assumed in API Recommended 

Practice 521. When these conditions do not exist, engineering judgment should be used to select a different F factor or to provide other means 

for protecting the tank from fire exposure. 

°Use the F factor for an equivalent conductance value of insulation. ‘ 
4Under ideal conditions, water films covering the metal surfaces can absorb most incident radiation. The reliability of water application depends 
on many factors. Freezing weather, high winds, clogged systems, undependable water supply, and tank surface conditions can prevent uniform 
water coverage. Because of these uncertainties, no reduction in environmental factors is recommended; however, as stated previously, properly 
applied water can be very effective. 

*Depressuring devices may be used, but no credit shall be allowed in sizing the venting device for fire exposure. 

‘The following conditions must be met: A slope of not less than 1 percent away from the tank shall be provided for at least 50 feet (15 meters) 
toward the impounding area; the impounding area shall have a capacity that is not less than the capacity of the largest tank that can drain into it; 
the drainage system routes from other tanks to their impounding areas shall not seriously expose the tank; and the impounding area for the tank 
as well as the impounding areas for the other tanks (whether remote or with dikes around the other tanks) shall be located so that when the area 
is filled to capacity, its liquid level] is no closer than 50 feet (15 meters) to the tank. 
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Table 48—Environmenial Factors for Nonrefrigerated Aboveground Tanks 
B. Metric Units 


Insulation Conductance Insulation Thickness 


Tank Design/Configuration (Watts/m2 °K) (em) F Factor 
Bare metal tank — 0 1.0 
Insulated tank 22.7 2:5 0.3 
eo 11.4 5 0.15% 
eos 57 10 0.075> 
ee 3.8 15 0.05% 
on 2.8 20 0.0375° 
ae 2.3 25 0.036 
aye 1.9 30 0.0255 
Concrete tank or fireproofing —_ — (see note c) 
Water-application facilities4 — _ 1.0 
Depressuring and emptying facilities® —_ —_— 1.0 
Underground storage —_— — 0 
Earth-covered storage above grade — — 0.03 
Impoundment away from tankf = a 0.5 


Notes: 

*The insulation shall resist dislodgment by fire-fighting equipment, shall be noncombustible, and shall not decompose at temperatures up to 
1000°F (537.8°C). The user is responsible to determine if the insulation will resist dislodgment by the available fire-fighting equipment. If the 
insulation does not meet these criteria, no credit for insulation shall be taken. The conductance values are based on insulation with a thermal 
conductivity of 4 BTU per hour per square foot per °F per inch of thickness (9 Watts per square meter per °C per centimeter of thickness). The 
user is responsible for determining the actual conductance value of the insulation used. The conservative value of 4 BTU per hour per square 
foot per °F per inch of thickness (9 Watts per square meter per °C per centimeter of thickness) for the thermal conductivity is used. 

bThese F factors are based on the thermal conductance values shown and a temperature differential of 1600°F (888.9°C) when using a heat input 
value of 21,000 BTU per hour per square foot (66,200 Watts per square meter) in accordance with the conditions assumed in API Recommended 
Practice 521. When these conditions do not exist, engineering judgment should be used to select a different F factor or to provide other means 
for protecting the tank from fire exposure. 

“Use the F factor for an equivalent conductance value of insulation. 

SUnder ideal conditions, water films covering the metal surfaces can absorb most incident radiation. The reliability of water application depends 
on many factors. Freezing weather, high winds, clogged systems, undependable water supply, and tank surface conditions can prevent uniform 
water coverage. Because of these uncertainties, no reduction in environmental factors is recommended; however, as stated previously, properly 
applied water can be very effective. 

*Depressuring devices may be used, but no credit shall be allowed in sizing the venting device for fire exposure. 

fThe following conditions must be met: A slope of not less than 1 percent away from the tank shall be provided for at least 50 feet (15 meters) 
toward the impounding area; the impounding area shall have a capacity that is not less than the capacity of the largest tank that can drain into it; 
the drainage system routes from other tanks to their impounding areas shall not seriously expose the tank; and the impounding area for the tank 
as well as the impounding areas for the other tanks (whether remote or with dikes around the other tanks) shall be located so that when the area 
is filled to capacity, its liquid level is no closer than 50 feet (15 meters) to the tank. 
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SCFH = venting requirement, in standard cubic feet per 
hour of air, 


F = environmental factor from Table 4A. Credit 
may be taken for only one environmental factor, 


A = wetted surface area, in square feet (see Table 3A, 
Footnote a). 


Note: Equation 2A is based on 


QO = 21,000A°-82 
or 
For Metric Units: 
Wetted Surface Area Design Pressure Required Venting 
(square mm) (barg) Capacity (Nm?/h) 
<260 1.034 See Table 3B and 
4.3.3.2.3 
2260 <0.07 19910 
(see 4.3,3.2.3) 
2260 Between 0.07 and Equation 2B 
1.034 
Nm3 /h = 208.2FA0-82 (2B) 
where 


Nm} /h= venting requirement, in normal cubic meters 
per hour of air, 


F = environmental factor from Table 4B. Credit 
may be taken for only one environmental factor, 


A = wetted surface area, in square meters (see Table 
3B, Footnote a). 


Note: Equation 2B is based on 
Q= 43,200A9-82 


The total heat absorbed, Q, is in BTU per hour for Equa- 
tion 2A and in Watts for Equation 2B. Table 3 and the con- 
stants 1107 and 208.2 in Equations 2A and 2B, respectively, 
were derived from Equation 1A and Figure B-1 by using the 
latent heat of vaporization of hexane (144 BTU per pound or 
335,000 J/kg) at atmospheric pressure and the molecular 
weight of hexane (86.17) and assuming a vapor temperature 
of 60°F (15.6°C). This method will provide results within an 
acceptable degree of accuracy for many fluids having similar 
properties (see Appendix B). 
4.3.3.2.3 The total rate of venting determined from Table 3 
may be multiplied by an appropriate environmental factor, F, 
selected from Table 4, but credit may be taken for only one 
environmental factor. 
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4.3.3.2.4 Full credit may be taken for the venting capacity 
provided for normal venting, since the normal thermal effect 
can be disregarded during a fire. Also, it can be assumed that 
there will be no liquid movement into the tank. 


4.3.3.2.5 If normal venting devices are inadequate, addi- 
tional emergency venting devices of the type described in Sec- 
tion 4.4.2 shall be provided so that the total venting capacity is 
at least equivalent to that required by Table 3 or Equation 1 or 2. 


4.3.3.2.6 The total venting capacity shall be based on the 
pressure indicated in Section 4.5.1. 


4.4 MEANS OF VENTING 
4.4.1. Normal Venting 


Normal venting for pressure and vacuum shall be accom- 
plished by a PV valve or an open vent with or without a 
flame-arresting device in accordance with the requirements of 
Sections 4.4.1.1 through 4.4.1.5. Relief devices equipped 
with a weight and lever are not recommended. 


4.4.1.1 Any relief device, shall be designed so that it will 
protect the tank in the event of failure of any essential part. 


4.4.1.2. PV valves are recommended for use on atmo- 
spheric storage tanks in which petroleum or petroleum prod- 
ucts with a flash point below 100°F (37.8°C) are stored and 
for use on tanks containing petroleum or petroleum products 
where the fluid temperature may exceed the flash point. A 
flame arrester is not considered necessary for use in conjunc- 
tion with a PV valve venting to atmosphere because flame 
speeds are less than vapor velocities across the seats of PV 
valves (see API Publication 2210). 


4.4.1.3 Open vents with a fiame-arresting device may be 
used in place of PV valves on tanks in which petroleum or 
petroleum products with a flash point below 100°F (37.8°C) 
are stored and on tanks containing petroleum and petroleum 
products where the fluid storage temperature may exceed the 
flash point. 


4.4.1.4 Open vents without flame arresters may be used to 
provide venting capacity for any of the following: 


a. For tanks in which petroleum or petroleum products with a 
flash point of 100°F (37.8°C) or above are stored, provided 
the contents are not heated and the fluid temperature remains 
below the flash point. 

b. For heated tanks in which the storage temperature of the 
petroleum and petroleum products is below the flash point. 

c. For tanks with a capacity of less than 59.5 barrels (9.46 
cubic meters) [2,500 US gallons (9,460 liters)] used for stor- 
ing any product. 

d. For tanks with a capacity of less than 3,000 barrels (477 
cubic meters) [126,000 US gallons (477,000 liters)] used for 
storing crude oil. 
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4.4.1.5 In the case of viscous oils, such as cutback and 
penetration-grade asphalts, where the danger of tank collapse 
resulting from sticking pallets or from plugging of flame 
arresters is greater than the possibility of flame transmission 
into the tank, open vents may be used as an exception to the 
requirements of Sections 4.4.1.2 and 4.4.1.3 for PV valves or 
flame-arresting devices. 


44.1.6 A discussion of the types and operating characteris- 
tics of venting devices can be found in Appendix C. 


4.4.1.7 In areas with strict fugitive emissions regulations, 
open vents may not be acceptable and vent device selection 
should consider maximum leakage requirements during peri- 
ods of normal tank operation. 


4.4.2. Emergency Venting 


Emergency venting may be accomplished by the use of the 
following: 


a. Larger or additional open vents as limited by Sections 
4.4.1.2 and 4.4.1.3. 

b. Larger or additional PV valves. 

c. A gauge hatch that permits the cover to lift under abnor- 
mal internal pressure. 

d. A manhole cover that lifts when exposed to abnormal 
internal pressure. 

e. A connection between the roof and the shell that is weaker 
than the weakest vertical joint in the shell or the shell-to-bot- 
tom connection. 


Note: A tank with a frangible roof-to-shell attachment, as described 
in API Standard 650, does not require emergency venting devices. 
Care should be taken to ensure that the requirements for a frangible 
roof-to-shell attachment are met, particularly on a smaller tank, 
before this method of emergency venting is used. 


f. Other forms of construction that can be proven to be com- 
parable for the purposes of pressure relief. 


g. A rupture disk device. 


4.5 SELECTION, INSTALLATION, AND 
MAINTENANCE OF VENTING DEVICES 


4.5.1 Total Venting Requirements 


4.5.1.1. Pressure 


4.5.1.1.1 The pressure relief device or emergency venting 
device shall be suitable to relieve the flow capacity required 
for the largest single contingency or any reasonable and prob- 
able combination of contingencies; however, the required 
capacity may be reduced for products whose volatility is such 
that vapor condensation within the permissible operating 
range of tank pressure will provide all or part of the venting 
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requirements. In cases in which noncondensables are present, 
this should be taken into account. 


4.5.1.1.2 Consultation between the tank designer, the per- 
son specifying the venting devices, and the venting device 
manufacturer is strongly recommended to ensure that the 
venting devices are compatible with the tank design. The set 
or start-to-open pressure often must be lower than the design 
pressure of the tank to allow for adequate flow capacity of the 
devices. The operating pressure should be lower than the set 
pressure to allow for normal variations in pressure caused by 
changes in temperature and by other factors that affect pres- 
sure in the tank vapor space. The set pressure and relieving 
pressure must be consistent with the requirements of the stan- 
dard according to which the tank was designed and fabri- 
cated. Some standards present specific requirements, but 
others may not. 


4.5.1.1.3 Requirements for pressure relieving devices for 
tanks that are designed and fabricated in accordance with API 
Standard 620 are provided in Section 6 of API Standard 620. 
The pressure setting of a pressure-relieving device shall not 
exceed the maximum pressure that can exist at the level 
where the device is located when the pressure at the top of the 
tank equals the nominal pressure rating for the tank and the 
liquid contained in the tank is at the maximum design level. 


Under normal conditions, pressure-relieving devices must 
have sufficient flow capacity to prevent the pressure from ris- 
ing more than 10 percent above the maximum allowable 
working pressure. Under fire emergency conditions, the 
devices shall be capable of preventing the pressure from ris- 
ing more than 20 percent above the maximum allowable 
working pressure. 


4.5.1.1.4 API Standard 650 is not as definitive as API 
Standard 620 in presenting venting requirements. Appendix F 
of API Standard 650 states that the pressure relief devices for 
tanks designed for low internal pressures shall be sized and 
set so that at the rated capacity of the devices, the internal 
pressure of each tank under any normal operating condition 
shall not exceed the internal design pressure or the maximum 
design pressure. These pressures are defined specifically in 
Appendix F of API Standard 650. 


For other API Standard 650 tanks, the pressure relief 
devices selected should limit the pressure in the tanks to pre- 
vent excessive lifting and flexing of the roofs of the tanks. 
Lifting and flexing of the roof of a tank is a condition that is 
determined by the weight of the roof. The total force caused 
by internal pressure should not exceed the weight of the roof 
and attachments, such as platforms and handrails. For exam- 
ple, the pressure should be limited to approximately 1.4 
inches of water column (3.5 mbarg) for a 3/16 inch (4.76 mm) 
carbon steel roof. 
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4.5.1.2 Vacuum 


A vacuum relief device shall be installed to permit the 
entry of air, or another gas or vapor, to avoid excessive vac- 
uum that may result; however, the required capacity may be 
reduced for products whose volatility is such that vapor gen- 
eration within the permissible operating range of tank pres- 
sure will provide all or part of the venting requirements. In 
cases in which noncondensables are present, this should be 
taken into account. 

The vacuum relief device shall be suitable to relieve the 
flow capacity required for the largest single contingency or 
any reasonable and probable combination of contingencies. It 
is permissible to reduce the requirement for vacuum relief 
capacity by the rate of vaporization that results from mini- 
mum normal heat gain to the contents. A gas-repressuring 
line with a suitable control and source of gas may be provided 
to avoid drawing air into the tank. The design of a gas-repres- 
suring system to eliminate the requirement for vacuum relief 
valves is beyond the scope of this standard and should be con- 
sidered only when the induction of air represents a hazard 
equal to or greater than failure of the tank. 

In general, the set and relieving pressures for vacuum relief 
are established to prevent damage to a tank and must limit 
vacuum to a level no greater than that for which a tank has 
been designed. The vacuum relieving devices of a tank shall 
be set to open at a pressure or vacuum that will ensure that the 
vacuum in the tank will not exceed the vacuum for which the 
tank has been designed when the inflow of air through the 
devices is at its maximum specified rate. 


4.5.2 Installation of Pressure and Vacuum 
Relief Devices 


Pressure and vacuum relief devices shall be installed to: 


a. Provide direct communication with the vapor space and 
not be sealed off by the liquid contents of the tank. 

b. Protect the tank from the closure of a block valve or valves 
installed between the tank and the pressure or vacuum relief 
device or between the pressure or vacuum relief device and 
the discharge outlet. This may be done by locking or sealing 
the block valves open without installing excess relief capacity 
or by providing excess pressure or vacuum relief capacity 
with multiple-way valves, interlocked valves, or sealed block 
valves arranged so that isolating one pressure or vacuum 
relief device will not reduce the remaining relief capacity 
below the required relief capacity. 

c. Ensure that the inlet and outlet assemblies, including any 
block valves, will permit the relief device to provide the 
required flow capacity. Inlet pressure losses developed during 
relief conditions must be taken into account when sizing the 
pressure and vacuum relief devices. The inlet pipe penetration 
into the vessel, the pressure drop across any block valves used 
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upstream of the venting device, and the inlet piping must be 
considered when determining these losses. 


45.3 Discharge Piping 


4.5.3.1 Discharge piping from the relief devices or com- 
mon discharge headers shall be installed to: 


a. Lead to a safe location. 

b. Be protected against mechanical damage. 

c. Exclude or remove atmospheric moisture and condensate 
from the relief devices and associated piping. This may be 
done by the use of loose-fitting rain caps or drains, but an 
accounting must be made of the pressure loss effects of these 
items. Drains, if provided, shall be installed to prevent possi- 
ble flame impingement on the tanks, piping, equipment, and 
structures. 

d. Discharge in areas that (1) will prevent flame impingement 
on personnel, tanks, piping, equipment, and structures, and 
(2) will prevent vapor entry into enclosed spaces. 

e. Prevent air from recirculating into the valve body during 
relief conditions to prevent ice from forming when the relief 
temperature is below 32°F (0°C). 

f. Prevent vapor from the tank from freezing. 


4.5.3.2 When a tank is located inside a building, the tank’s 
venting devices shall discharge to the outside of the building. 
A weak roof-to-shell connection shall not be used as a means 
for emergency venting a tank inside a building. 


4.5.3.3 Relief device discharge lines from one or more 
tanks may be connected to a common discharge header, pro- 
vided the header complies with the other provisions of this 
paragraph. Liquid traps that can introduce sufficient back 
pressure to prevent relief devices from functioning properly 
shall be avoided. Other vents, drains, bleeders, and relief 
devices shall not be tied into the common discharge header if 
back pressures can be developed that prevent the relief 
devices on the tank from functioning properly. Back pres- 
sures developed during relief conditions must be taken into 
account when sizing the discharge header, sizing the relief 
devices, and compensating the set pressure of unbalanced 
relief devices (see API Recommended Practice 521). 


4.5.4 Set Pressure Verification 


The set pressure of all pressure and vacuum relief devices 
should be verified by testing before the devices are placed in 


operation. 
4.5.5 Materials of Construction 


Materials for a relief device and its associated piping shall 
be selected for the stored-product service temperatures and 
pressures at which the device and its piping are intended to 
operate. Also, the materials should be compatible with the 
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product stored in the tank and with any products formed in 
the vicinity of the relief device during discharge. 


4.5.6 Maintenance 


For recommended maintenance and inspection procedures, 
see API Bulletin 2521 and API Recommended Practice 576. 


4.6 TESTING AND MARKING OF VENTING 
DEVICES 


4.6.1 Testing of Venting Devices 


4.6.1.1 Determination of Capacity 


The capacity of venting devices shall be established by the 
test methods described in Sections 4.6.1.1.1, 4.6.1.1.2, or 
4.6.1.1.3 or by the calculation method described in 4.6.1.1.4. 
For the test methods described in, Sections 4.6.1.1.1, 
4.6.1.1.2, and 4.6.1.1.3, the testing facilities, methods, and 
procedures and the person supervising the tests shall meet the 
applicable requirements described in this paragraph (4.6.1) 
and in ASME PTC 25; if there is a conflict, the requirements 
in this paragraph shall govern. 

The test report shall describe how the venting device was 
mounted and tested as well as describe the inlet and outlet 
piping. If any fluid other than air is used in the test, the name 
of the fluid actually used along with the fluid’s temperature 
and its specific gravity at standard conditions shall be noted 
on the test report. 


4.6.1.2 Coefficient of Discharge Method: Specific 
Design of Three or More Sizes 


For a specific design with geometrically similar flow paths, 
a coefficient of discharge may be established for the line of 
venting devices by using the following procedure. 

At least three devices for each of three different sizes (a 
total of nine devices) shall be tested, each at a different pres- 
sure. At least one of the test pressures shall be the minimum 
design pressure or vacuum for the design, and one of the test 
pressures shall be the maximum design pressure or vacuum. 
The other test pressures shall be evenly distributed between 
the minimum and maximum design pressures. All of the test 
pressures shall be those where lift of the seat disk is sufficient 
for the nozzle to control the flow or where the seat disk lifts to 
a fixed stop. 

The coefficient of discharge for each test shall be deter- 
mined by Equation 3: 


Actual Flow 


fe aaa cee 
Theoretical Flow 


(3) 


where 


K = coefficient of discharge of the device. 
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Theoretical flow shall be determined by: 
A. English Units 


k+1 


wrae=n|(e) -(F) 


(4A) 


SCFH = 278,700 PA 


~”A 
q 
sa 
i 


theoretical flow rate, in standard cubic feet per 
hour of test medium (typically air), 


A = minimum flow area of device, in square inches, 


P, = pressure at device inlet, in pounds per square 
inch absolute, 


P, = pressure at device outlet, in pounds per square 
inch absolute, 


k = ratio of specific heats of test medium, 

T = absolute temperature at device inlet (°F + 460), 
M = molecular weight of test medium, 
Zz 


= compressibility factor, evaluated at inlet condi- 
tions (if unknown, use Z = 1.0). 


B. Metric Units 


Nm?/h = 12,503P,A 


ata (2) -B)| 


(4B) 


Nm} /h= theoretical flow rate, in normal cubic meters per 
hour of test medium (typically air), 


A = minimum flow area of device, in square centi- 
meters, 


P| = pressure at device inlet, in bar absolute, 
P) = pressure at device outlet, in bar absolute, 
k = ratio of specific heats of test medium, 
T = absolute temperature at device inlet (°K), 
M = molecular weight of test medium, 


Z = compressibility factor, evaluated at inlet condi- 
tions (if unknown, use Z = 1.0). 


A best fit curve of the coefficient of discharge of the 
devices tested versus the absolute pressure ratio across each 
device shall be plotted. All measured coefficients shall fall 
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within +5 percent of the curve (see Figure 1). The flow capac- 
ity for any pressure within the test pressure range shall be cal- 
culated by multiplying the theoretical flow for that pressure 
ratio by 95 percent of the corresponding coefficient of dis- 
charge for that pressure ratio as determined by the best fit 
curve. 


4.6.1.2.1 Coefficient of Discharge Method: 
Individual Valve Method 


A coefficient of discharge may be established for each size 
of device by using the following procedure. 

Four devices for each combination of pipe size and orifice 
size shall be tested, each at a different pressure. At least one 
of the test pressures shall be the minimum design pressure or 
vacuum, and one of the test pressures shall be the maximum 
design pressure or vacuum. The other test pressures shall be 
evenly distributed between the minimum and maximum 
design pressures. All of the test pressures shall be those where 
lift of the seat disk is sufficient for the nozzle to control the 
flow or where the seat disk lifts to a fixed stop. 

The coefficient of discharge for each device shall be deter- 
mined as described in Section 4.6.1.1.1. A best fit curve of the 
coefficient of discharge of the devices tested versus the abso- 
lute pressure ratio across each device shall be plotted. All 
measured coefficients shall fall within +5 percent of the 


- Re: 
a med | 
z Per Sk 
3 0.80 = 
a] Te = 
2) ~ Pe 
5 ae 
@ 0.75 
3 
0.70 Minimum limit (95% of 
best fit curve values) Lay, 
Valve coefficient of 
discharge for 
0.65 published capacity 
0.60 
0.50 0.55 0.60 0.65 0.70 


Best fit curve of 
measured coefficients 


curve. The flow capacity for any pressure within the test pres- 
sure range shall be calculated by multiplying the theoretical 
flow described in Section 4.6.1.1.1 for that pressure by 95 
percent of the corresponding coefficient of discharge for that 
pressure ratio as determined by the best fit curve. 


4.6.1.2.2 Flow Capacity Method: Specific 
Design Type 


For a specific design type, at least one production venting 
device of every size shall be flow tested. Each venting device 
shall be set at its minimum design pressure or vacuum, and 
flow measurements shall be made at sufficient increments 
above set pressure or vacuum to establish a flow capacity 
curve. These measurements shall be made at pressures in the 
vicinity of the opening points, particularly at 1.10, 1.20, 1.50, 
and 2.0 times the opening pressure and 1.50 and 2.0 times the 
opening point on vacuum, to establish the flow capacity at 
these points. In addition, the flow capacity shall be measured 
where lift of the seat disk is just sufficient for the nozzle to 
control the flow or where the seat disk lifts to a fixed stop. 
This data may also be used to establish a flow capacity curve 
for set pressures or vacuums greater than the maximum pres- 
sure tested, provided it can be demonstrated that the extrapo- 
lation of the data is valid. 


Maximum limit (105% of 
best fit curve values) 


0.75 0.80 0.85 0.90 0.95 1.00 


Absolute pressure ratio (2) 
1 


Figure 1—Typical Ratio Limits for Capacity Testing of Venting Devices Using the Coefficient of Discharge Method 
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4.6.1.2.3 Calculation Method: Manhole Covers 


The flow capacity for any pressure in which full lift of a 
manhole cover occurs can be calculated by multiplying the 
theoretical flow described in Section 4.6.1.1.1 by 0.5. 


4.6.1.3 Test Tank 


4,.6.1.3.1 The test tank shall be constructed to prevent high 
velocity jets from impinging on the venting device. 


4.6.1.3.2 Pulsations in the test medium supply shall be 
dampened to avoid errors in flow metering. 


4.6.1.4 Mounting of the Venting Device for Testing 


4.6.1.4.1. To minimize the effect of entrance losses, the 
venting device shall be mounted on the top of the test tank at 
a location near the center of an area that is essentially flat. The 
fiat area shall have a diameter at least five times greater than 
the nominal diameter of the device tested. 


4.6.1.4.2 The venting device shall be mounted for testing 
on a straight-pipe nipple that has the same nominal diameter 
as the venting device and a length 1.5 times the nominal pipe 
size. The pipe nipple shall squarely enter the top of the test 
tank near the center of the flat portion, with the end of the nip- 
ple machined to an angle of 90 degrees with the axis and flush 
with the inside of the tank. Rounding of the entrance edge 
shall not exceed a radius of 0.031 inch (0.80 millimeter). 


4.6.1.5 Flow Metering 


4.6.1.5.1 Air or another suitable gas shall be employed in 
testing the venting device. 


4.6.1.5.2 The air or gas flow shail be measured in accor- 
dance with ASME PTC 19.5. 


4.6.1.6 Capacity Data 


4.6.1.6.1 The capacity data shall be presented in the form 
of curves or tables that give the volume of flow through the 
venting device versus pressure or vacuum at the tank connec- 
tion. The data should indicate the pressure or vacuum at which 
lift of the seat disk is sufficient for flow through the venting 
device to be controlled by the nozzle or where the seat disk 
lifts to a fixed stop. The data should indicate the pressure or 
vacuum where the venting device closes. The capacity for a 
pilot-operated venting device that opens fully at set pressure or 
vacuum may be expressed as a coefficient that is the ratio of 
the flow of the venting device to the flow of a theoretically per- 
fect device with the same minimum flow area. 


4.6.1.6.2 The capacity shall be expressed in terms of 
SCFH at 60°F, or Nm*/h at 0°C, of air. 
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4.6.1.6.3 Pressures shall be expressed in ounces per 
square inch, psig, inches of water, mbarg, barg, or millime- 
ters of water. 


4.6.2. Marking of Venting Devices 


Each venting device shall be plainly marked by the manu- 
facturer with the required data so that the marking will not be 
obliterated in service. The marking may be placed on the 
device or on a plate or plates securely fastened to the device. 
The required data may be stamped onto, etched in, impressed 
on, or cast in the device or nameplate. Although additional 
units may be shown, the marking shall, as a minimum, 
include the following: 


a. The name or identifying trademark of the manufacturer. 

b. The manufacturer’s design or type number. 

c. The pipe size of the device inlet. 

d. The set pressure and/or vacuum, where applicable, shall be 
expressed in the units of measure specified in Section 4.6.1.6.3. 
e. The rated capacity of air at the indicated relieving pressure 
in SCFH at 60°F or in Nm?/h at 0°C. 

f. The relieving pressure and/or vacuum, in the units of mea- 
sure specified in 4.6.1.6.3. 


5 Refrigerated Aboveground and 
Belowground Tanks 


5.1 GENERAL 


This section covers the normal and emergency vapor vent- 
ing requirements for refrigerated liquid petroleum products 
storage tanks designed for operation at pressures from vac- 
uum through 15 pounds per square inch gauge (1.034 barg). 
A refrigerated liquid petroleum products storage tank may be 
the inner tank of a double-roof, double-wall tank, a double- 
wall tank with a suspended deck; or a single-wall tank with or 
without a suspended deck. Discussed in this section are the 
causes of overpressure or vacuum; determination of venting 
requirements; means of venting; selection, installation, and 
maintenance of venting devices; and testing and marking of 
relief devices. 


5.2 CAUSES OF OVERPRESSURE OR VACUUM 
5.2.1 General 


When the possible causes of overpressure or vacuum in a 
refrigerated tank are being determined, the following circum- 
stances must be considered: 


a. Liquid movement into or out of the tank. 

b. Weather changes (e.g., temperature and pressure changes). 
c. Fire exposure. 

d. Other circumstances resulting from equipment failures 
and operating errors. 
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Some of these circumstances are described more fully in 
Sections 5.2.2 through 5.2.5. There may be additional cir- 
cumstances that should be considered and evaluated by the 
designer but are not included in this standard. 


5.2.2 Liquid Movement Into or Out of a Tank 


Inbreathing may result from the outflow of liquid or vapor 
from a tank. Outbreathing may result from the inflow of liq- 
uid into a tank and from the vaporization, including flashing 
of the feed liquid, that will occur because of the inflow of the 
liquid. Flashing of the feed liquid can be significant for feed 
that is near or above its boiling point at the pressure in the 
tank. Vapors generated during the filling operation also may 
come from a warm fill, from inlet piping heat leak, inlet pump 
work, cool down of the tank and fill line, and vapors dis- 
placed by the incoming liquid. 


5.2.3 Weather Changes 


Vacuum can develop in a tank when the ambient conditions 
(temperature, wind, precipitation, etc.) change and cause a 
reduction in the temperature and vapor pressure of the liquid 
in the tank. 


5.2.4 Fire Exposure 


Outbreathing will result from the expansion of the vapors 
and evaporation of the liquid that occur when a tank absorbs 
heat from an external fire. 


5.2.5 Other Circumstances 
5.2.5.1 General 


When the possible causes of overpressure or vacuum in a 
tank are being determined, other circumstances resulting 
from equipment failures and operating errors must be con- 
sidered and evaluated by the designer. Calculation methods 
for these other circumstances have not been provided in 
this standard. 


5.2.5.2 Pressure Transfer Blowoff 


Liquid transfer from other vessels, tank trucks, and tank 
cars may be aided or accomplished entirely by pressurization 
of the supply vessel with a gas, but the receiving tank may 
encounter a flow surge at the end of the transfer due to vapor 
breakthrough. Depending on the preexisting pressure and free 
head space in the receiving tank, the additional gas volume 
may be sufficient to overpressure the tank. The controlling 
case is a transfer that fills the receiving tank so that little head 
space remains to absorb the pressure surge. A similar situa- 
tion can be encountered during line pigging if a vapor chaser 
is used after the pigging device. 


5.2.5.3 Inert Pads and Purges 


Inert pads and purges are provided on tanks to protect the 
contents of the tanks from contamination, maintain nonflam- 
mable atmospheres in the tanks, and suppress vapor emissions 
from the tanks. An inert pad and purge system normally has 
both a supply regulator and a back-pressure regulator to main- 
tain interior tank pressure within a narrow range. Failure of the 
supply regulator can result in unrestricted gas flow into the 
tank, reduced gas flow, or complete loss of the gas flow. Fail- 
ure of the back pressure regulator could result in overpressure. 


5.2.5.4 Heat Transfer Devices 


For a tank with a cooling jacket or coils, liquid vapor- 
ization, resulting from the loss of coolant flow must be 
considered. 


5.2.5.5 Internal Heat Transfer Devices 


Mechanical failure of a tank’s internal cooling device can 
expose the contents of the tank to the cooling medium used 
in the device. In low-pressure tanks, it can be assumed that 
the flow direction of heat transfer medium will be into the 
tank when the device fails. Chemical compatibility of the 
tank contents and the heat transfer medium must be consid- 
ered. In addition to the consideration in Section 5.2.5.4, 
internal cooling devices have other potential causes for over- 
pressure or vacuum that must be considered. The disposition 
of the tank contents until the device can be repaired or 
replaced must also be considered. 


5.2.5.6 Vent Treatment Systems 


If vapor from a tank is collected for treatment or disposal 
by a vent treatment system, the vent collection system may 
fail. This failure must be evaluated. Failures affecting the 
safety of a tank can include back pressure developed from 
problems in the piping (liquid-filled pockets and solids 
buildup), other equipment relieving into the header, or 
blockage due to equipment failure. An emergency venting 
device that relieves to atmosphere, set at a higher pressure 
than the vent treatment system, is normally used. For toxic 
or hazardous vapors, a fail-safe vent treatment system 
should be considered. 


5.2.5.7 Utility Failure 


Local and plant-wide power and utility failures must be 
considered as possible causes of overpressure or vacuum. 
Loss of electrical power will directly affect any motorized 
valves or controllers and may also shut down the instrument 
air supply. Also, cooling fluids may be lost during an electri- 
cal failure. 
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5.2.5.8 Change in Temperature of the Input Stream 
to a Tank 


A change in the temperature of the input stream to a tank 
brought about by a loss of cooling or an increase in heat input 
may cause overpressure in the tank. A reduction in vapor 
pressure brought about by the introduction of subcooled 
product into the vapor space may create a vacuum condition. 


Note: Relief valves are normally not sized to relieve vapors gener- 
ated during “rollover.” Although vapors generated during rollover 
are a source of potential overpressure, there are no generally recog- 
nized methods available for calculating the relieving requirements of 
these vapors. Proper design and operation of the storage system are 
essential whenever an attempt is made to prevent rollover (sce Sec- 
tion 9 of API Standard 2510). 


5.2.5.9 Chemical Reactions 


The contents of some tanks may be subject to chemical 
reactions, which may generate heat and/or vapors. Some 
examples of chemical reactions may include inadvertently 
adding water to acid or spent acid tanks thereby generating 
steam and/or vaporizing light hydrocarbons, runaway reac- 
tions of phenol tanks, etc. In some cases, the material may 
foam, causing two phase relief. Technology developed by the 
Design Institute for Emergency Relief (DIERS) may be used 
to evaluate these cases. 


5.2.5.10 Heat Inleak 
Heat inleak to a refrigerated tank can cause overpressure in 
the tank. 


§.2.5.11 Liquid Overfill Protection 


For information on liquid overfill protection, see API Stan- 
dards 620, 2510, and API Recommended Practice 2350. Lig- 
uid overfill shall be prevented by providing positive design 
and operation steps, such as two reliable and repairable level 
instruments and an independent high-level alarm that inde- 
pendently stop the filling operation by closing the filling 
valves. 


5.2.5.12 Atmospheric Pressure Changes 


A rise or drop in barometric pressure is a possible cause of 
vacuum or overpressure in a tank. 


5.2.5.13 Control Valve Failure 


Failure of a control valve on the liquid line to a tank must 
be considered because a control valve failure may adversely 
affect the flow of material to a tank. A control valve failure 
may cause the liquid flow rate to a tank to increase, and an 
increased liquid flow rate may overload a cooler, causing 
higher temperature material to be admitted to the tank. A con- 
trol valve failure may also cause the liquid level in a pressur- 


ized vessel feeding liquid to a tank to drop below the outlet 
nozzle, allowing vapor from the vessel to be pressured into 
the tank. 


5.2.5.14 Steam Out 


If an uninsulated portion of a refrigerated tank is filled with 
steam, the condensing rate due to ambient cooling will 
exceed the venting rates specified in this standard. Other steps 
including large vents (open manways) and slowly cooling the 
tank are necessary to prevent excessive internal vacuum. 


5.2.5.15 Pump Recycle 


Vapors generated during the operation of a pump on recy- 
cle or during recirculation can cause tank overpressure. 


5.3 DETERMINATION OF VENTING 
REQUIREMENTS 


5.3.1 General 


Although design guidelines are not presented in this stan- 
dard for other circumstances discussed in Section 5.2.5, they 
should be considered. 

Venting requirements are given for the following conditions: 


a. Inbreathing resulting from maximum outflow of liquid 
from the tank. 

b. Outbreathing resulting from maximum inflow of liquid into 
the tank and maximum vaporization caused by such inflow. 

c. Outbreathing resulting from fire exposure. 


5.3.2 Requirements for Normal Venting Capacity 


5.3.2.1 The pressure relief devices shall be suitable to 
relieve the flow capacity determined for but not limited by the 
largest single contingency or any reasonable and probable 
combination of contingencies, assuming that all of the outlets 
from a tank are closed. 


5.3.2.2 The vacuum relief devices shall be suitable to 
relieve the flow capacity determined for but not limited by the 
largest single contingency or any reasonable and probable 
combination of contingencies. It is permissible to reduce the 
requirement for vacuum relief capacity by the rate of vapor- 
ization that results from minimum normal heat gain to the 
contents. A gas-repressuring line with a suitable control and 
source of gas may be provided to avoid drawing air into the 
tank. If a gas-repressuring system is used, it shall be used in 
addition to the vacuum relief devices, and no capacity credit 
shall be allowed. 


5.3.2.3 The requirement for venting capacity for maximum 
liquid movement out of a tank should be equivalent to 5.6 
SCFH of air for each 42 US gallon barrel (0.94 Nm/h per 
cubic meter) per hour of maximum emptying rate for liquids 
of any flash point. 
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5.3.2.4 The requirement for venting capacity for maximum 
liquid movement into a tank and the resulting vaporization 
should be equivalent to 12 SCFH of air for each 42 US gallon 
barrel (2.02 Nm/h per cubic meter) per hour of maximum 
filling rate (see Appendix A for the basis of this requirement). 


A tank into which liquid is fed at or near the boiling point 
at the tank pressure may require an outbreathing capacity that 
is higher than the capacity indicated above. The values pre- 
sented above are based on vaporization of 0.5 percent of the 
feed liquid; significantly higher vaporization rates can occur 
if the feed is above the boiling point. For instance, with hex- 
ane, 0.4 percent of the feed can vaporize for every 1°F 
(0.56°C) above the boiling point at tank pressure. 


Note: Protection against liquid overfilling is not covered in this stan- 
dard, but it is covered in API Standard 620 and in API Recom- 
mended Practice 2350. 


5.3.3. Requirements for Emergency Venting 
Capacity for Tanks Subject to Fire Exposure 


When storage tanks are exposed to fire, the venting rate may 
exceed the rate resulting from other conditions. The procedures 
in Sections 5.3.3.1 and 5.3.3.2 shall be used to evaluate the 
required venting capacity for tanks subject to fire exposure. 


5.3.3.1 Emergency Venting for Fire Exposure for 
Single-Wall Refrigerated Storage Tanks 


The capacity of the pressure relief valves for fire exposure 
for single-wall refrigerated storage tanks shall be determined 
in accordance with the procedures specified in Sections 
5.3.3.1.1 through 5.3.3.1.6 and based on the factors contained 
in Tables 5 and 6. 


5.3.3.1.1 For tanks subject to fire exposure, the required 
venting capacity shall be determined by Equations 5A or 5B. 
A. English Units 


05 
SCFH = 3.091 x2 x(F) (GA) 


SCFH = venting requirements in standard cubic feet per 
hour or air, 


Q = heat input from fire exposure, in BTU per hour. 
Heat input is provided in Figure B-1 of Appen- 


dix B or the following summary: 
Wetted Surface Area Design Pressure Heat Input 
(square feet) (psig) (Bavhr) 
<200 <15 Q = 20,000A 
2200 and <1000 $15 QO = 199,300A0-566 
21000 and <2800 <15 QO = 963,400A9:338 
22800 <15 O = 21,000A°82 
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A = wetted surface area of the tank, in square feet 
(see the footnotes for Table 5A), 


F = environmental factor from Table 6A. Credit 
may be taken for only one environmental factor, 


L = latent heat of vaporization of the stored liquid at 
the relieving pressure and temperature, in BTU 
per pound, 

T = temperature of the relieving vapor, in degrees 
Rankine. It is normally assumed that the tem- 
perature of the relieving vapor corresponds to 
the boiling point of the stored fluid at the reliev- 
ing pressure, 


M = molecular weight of the vapor being relieved. 
B. Metric Units 
T 0.5 


aie OF (2) 
Nm’ /h = 881.55 x «(3 (SB) 


Nm3/h= venting requirement, in normal cubic meters 
per hour of air, 


Q = heat input from fire exposure, in watts. Heat 
input is provided in Figure B-1 of Appendix B 


or the following summary: 
Wetted Surface Area Design Pressure Heat Input 
(square mm) (barg) (Watts) 
<18.6 $1,034 Q=63,150A 
218.6 and <93 1.034 QO = 224,200A0-566 
>93 and <260 1.034 Q = 630,400A9-338 
2260 1.034 Q = 43,200A0-82 


A = wetted surface area of the tank, in square 
meters (see Footnotes for Table 5B), 


F = environmental factor from Table 6B. Credit 
may be taken for only one environmental factor, 


L = latent heat of vaporization of the stored liquid at 
the relieving pressure and temperature, in kJ/kg, 


T = temperature of the relieving vapor, in degrees 
Kelvin. It is normally assumed that the temper- 
ature of the relieving vapor corresponds to the 
boiling point of the stored fluid at the relieving 
pressure, 


M = molecular weight of the vapor being relieved. 


§.3.3.1.2 Where a lesser degree of accuracy can be toler- 
ated, the required venting capacity can be determined from 
Table 5 or Equation 5, as indicated in the following summary: 
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For English Units: 
Wetted Surface Area Design Pressure Required Venting 
(square feet) (psig) Capacity (SCFH) 
<2800 <15 Table 5A and 5.3.3.1.3 
22800 <15 Equation 5A 
SCFH = 1107FA082 (6A) 
where 
SCFH = venting requirement, in standard cubic feet per 


hour of air, 


F = environmental factor from Table 6A. Credit 
may be taken for only one environmental factor, 


A = wetted surface area, in square feet (see Table 5A, 
Footnote a). 


Note: Equation 6A is based on 


Q = 21,000A9-82 
or 
For Metric Units: 
Wetted Surface Area Design Pressure Required Venting 
(square feet) (barg) Capacity (Nm3/h) 
<260 <1.034 barg Table 5B and 5.3.3.1.3 
2260 <0.07 barg Equation 5B 
Nm? /h = 208.2FA2.82 (6B) 
where 
Nm3/h = venting requirement, in normal cubic meters 


per hour of air, 


F = environmental factor from Table 6B. Credit 
may be taken for only one environmental factor, 


A = wetted surface area, in square meters (see Table 
5B, Footnote a). 


Note: Equation 6B is based on 
Q = 43,200A9-82 


The total heat absorbed, Q, is in BTU per hour for Equa- 
tion 2A and in Watts for Equation 2B, Table 5 and the con- 
stants 1107 and 208.2 in Equations 5A and 5B, respectively, 
were derived from Equation 4 and Figure B-1 by using the 
latent heat of vaporization of hexane (144 BTU per pound 
335,000 J/kg) at atmospheric pressure and the molecular 
weight of hexane (86.17) and assuming a vapor temperature 
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of 60°F (15.6°C). This method will provide results within an 
acceptable degree of accuracy for many fluids having similar 
properties (see Appendix B). 


§.3.3.1.3 The total rate of venting determined from Table 5 
may be multiplied by an appropriate environmental factor, F, 
selected from Table 6. Credit may be taken for only one envi- 
ronmental factor. 


5.3.3.1.4 Full credit may be taken for the venting capacity 
provided for normal venting, since the normal thermal effect 
can be disregarded during a fire. Also, it can be assumed that 
there will be no liquid movement into the tank. 


5.3.3.1.5 If normal venting devices are inadequate, addi- 
tional emergency venting devices of the type described in 
Section 5.4.2 shall be provided so that the total venting capac- 
ity is at least equivalent to that required by Table 5 or Equa- 
tion 4 or 5. 


5.3.3.1.6 The total venting capacity shall be based on the 
pressure indicated in Section 5.5.1.1. 


5.3.3.2 Emergency Venting for Fire Exposure for 
Double-Wall Refrigerated Storage Tanks 


The heat input from a fire initially causes the vapors in the 
space between the walls of a double-wall refrigerated storage 
tank to expand, and the heat input also causes the vapors in 
the roof space of a double-wall tank with suspended-deck 
insulation to expand; however, it may be several hours before 
the increased heat input to the stored liquid causes a signifi- 
cantly increased vaporization rate. The venting requirements 
for handling the increased vaporization may be small com- 
pared to the requirements for handling the initial volumetric 
expansion of the vapors. 

Because emergency venting for a double-wall refrigerated 
storage tank is complex, no calculation method is presented 
here. A thorough analysis of the fire relief for a double-wall 
refrigerated storage tank, including a review of the structural 
integrity of unwetted portions of the outer wall, should be 
conducted. 


5.4 MEANS OF VENTING 


5.4.1. Normal Venting 


Normal venting shall be accomplished by a relief device 
(see API Standard 620). 


5.4.1.1 Any relief device shall be designed so that it will 
protect the tank in the event of failure of any essential part. 


5.4.1.2 A tank that may be damaged by internal vacuum 
shall be provided with at least one vacuum relief device set 
and sized to open at a vacuum that is sufficient to protect the 
tank from damage. 
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Table 54—Emergency Venting Required for Fire Exposure Versus Wetted Surface Area 
A. English Units 


Wetted Area Venting Requirement Wetted Area* Venting Requirement 
(square feet) (SCFH) (square feet) (SCFH) 
20 21,100 350 288,000 
30 31,600 400 312,000 
40 42,100 500 354,000 
50 52,700 600 392,000 
60 63,200 700 428,000 
70 73,700 800 462,000 
80 84,200 900 493,000 
90 94,800 1,000 524,000 
100 105,000 1,200 557,000 
120 126,000 1,400 587,000 
140 147,000 1,600 614,000 
160 168,000 1,800 639,000 
180 190,000 2,000 662,000 
200 211,000 2,400 704,000 
250 239,000 2,800 742,000 
300 265,000 >2,800> _— 


Table 5B—Emergency Venting Required for Fire Exposure Versus Wetted Surface Area 
B. Metric Units 


Wetted Area Venting Requirement Wetted Area? Venting Requirement 
(square meters) (Nm/h) (square meters) (Nm3/h) 
2 608 35 8,086 
3 913 40 8,721 
4 1,217 45 9,322 
5 1,521 50 9,895 
6 1,825 60 10,971 
7 2,130 70 11,971 
8 2,434 80 12,911 
9 2,738 90 13,801 
11 3,347 110 15,461 
13 3,955 130 15,751 
15 4,563 150 16,532 
17 5,172 175 17,416 
19 5,780 200 18,220 
22 6,217 230 19,102 
25 6,684 260 19,910 
30 7411 >260° — 


®The wetted area of a tank or storage vessel shall be calculated as follows: 

Sphere and Spheroids-—-The wetted area is equal to 55 percent of the total surface area or the surface area to a height of 30 feet (9.14 meters) 
above grade, whichever is greater. 

Horizontal Tanks—The wetted area is equal to 75 percent of the total surface area or the surface area to a height of 30 feet (9.14 meters) above 
grade, whichever is greater. 

Vertical Tanks—-The wetted area is equal to the total surface area of the vertical shell to a height of 30 feet (9.14 meters) above grade. For a ver- 
tical tank setting on the ground, the area of the ground plates is not to be included as wetted area. For a vertical tank supported above grade, a 
portion of the area of the bottom is to be included as additional wetted surface. The portion of the bottom area exposed to a fire depends on the 
diameter and elevation of the tank above grade. Engineering judgment is to be used in evaluating the portion of the area exposed to fire. 

bFor wetted surfaces larger than 2,800 square feet (260 square meters), see Section 5.3.3.1.3. 

Note: 

Table 5 and the constants 1107 and 208.2 in Equations 6A and 6B respectively were derived from Equation 5 and Figure B-1 by using the latent 
heat of vaporization (144 BTU per pound or 334900 J/kg) at atmospheric pressure and the molecular weight of hexane (86.17) and assuming a 
vapor temperature of 60°F (15.6°C). This method will provide results within an acceptable degree of accuracy for many fluids having similar 
properties (see Appendix B). 
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Table 6A—Environment Factors for Refrigerated Aboveground and Partially Belowground Tanks 
A. English Units 


Insulation Conductance Insulation Thickness 


Tank Design/Configuration (BTU/hr f2 °F) Gn) F Factor 
Bare metal tank —_— 0 1.0 
Insulated tank* 4.0 1 03> 
rae 20 2 0.15> 
Peery 1.0 4 0.075> 
ad 0.67 6 0.05> 
one 0.5 8 0.0375 
es 0.4 10 0.03 
ca 0.33 12 0.025° 
Concrete tank or fireproofing — —_— (see note c) 
Water-application facilities? _ = 1.0 
Depressuring and emptying facilities® — oe 1.0 
Underground storage — — 0 
Earth-covered storage above grade — — 0.03 
Impoundment away from tankf — = 0.5 


Notes: 

@The insulation shall resist dislodgment by fire-fighting equipment, shall be noncombustible, and shall not decompose at temperatures up to 
1000°F (537.8°C). The user is responsible to determine if the insulation will resist dislodgment by the available fire-fighting equipment. If the 
insulation does not meet these criteria, no credit for insulation shall be taken. The conductance values are based on insulation with a thermal 
conductivity of 4 BTU per hour per square foot per °F per inch of thickness (9 Watts per square meter per °C per centimeter of thickness). The 
user is responsible for determining the actual conductance value of the insulation used. The conservative value of 4 BTU per hour per square 
foot per °F per inch of thickness (9 Watts per square meter per °C per centimeter of thickness) for the thermal conductivity is used. 

These F factors are based on the thermal conductance values shown and a temperature differential of 1600°F (888.9°C) when using a heat input 
value of 21,000 BTU per hour per square foot (66,200 Watts per square meter) in accordance with the conditions assumed in API Recommended 
Practice 521. When these conditions do not exist, engineering judgment should be used to select a different F factor or to provide other means 
for protecting the tank from fire exposure. 

°Use the F factor for an equivalent conductance value of insulation. 

4Under ideal conditions, water films covering the metal surfaces can absorb most incident radiation. The reliability of water application depends 
on many factors. Freezing weather, high winds, clogged systems, undependable water supply, and tank surface conditions can prevent uniform 
water coverage. Because of these uncertainties, no reduction in environmental factors is recommended; however, as stated previously, properly 
applied water can be very effective. 

€Depressuring devices may be used, but no credit shall be allowed in sizing the venting device for fire exposure. 

fThe following conditions must be met: A slope of not less than 1 percent away from the tank shall be provided for at least 50 feet (15 meters) 
toward the impounding area; the impounding area shall have a capacity that is not less than the capacity of the largest tank that can drain into it; 
the drainage system routes from other tanks to their impounding areas shall not seriously expose the tank; and the impounding area for the tank 
as well as the impounding areas for the other tanks (whether remote or with dikes around the other tanks) shall be located so that when the area 
is filled to capacity, its liquid level is no closer than 50 feet (15 meters) to the tank. 
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Table 6B—Environment Factors for Refrigerated Aboveground and Partially Belowground Tanks 
B. Metric Units 


Insulation Conductance Insulation Thickness 


Tank Design/Configuration (Watts/m2 °K) (om) F Factor 
Bare metal tank — 0 1.0 
Insulated tank? 22.7 2.5 0.3> 
“or 11.4 5 0.15» 
ad 5.7 10 0.075% 
oe 3.8 15 0.05» 
“oo 2.8 20 0.0375> 
bs 2.3 25 0.03% 
“on 1.9 30 0.025> 
Concrete tank or fireproofing — — (see note c) 
Water-application facilities4 — _ 1.0 
Depressuring and emptying facilities® — — 1.0 
Underground storage — —_— 0 
Earth-covered storage above grade — — 0.03 
Impoundment away from tankf = — 05 


Notes: 

*The insulation shall resist dislodgment by fire-fighting equipment, shall be noncombustible, and shall not decompose at temperatures up to 
1000°F (537.8°C). The user is responsible to determine if the insulation will resist dislodgment by the available fire-fighting equipment. If the 
insulation does not meet these criteria, no credit for insulation shall be taken. The conductance values are based on insulation with a thermal 
conductivity of 4 BTU per hour per square foot per °F per inch of thickness (9 Watts per square meter per °C per centimeter of thickness). The 
user is responsible for determining the actual conductance value of the insulation used. The conservative value of 4 BTU per hour per square 
foot per °F per inch of thickness (9 Watts per square meter per °C per centimeter of thickness) for the thermal conductivity is used. 

These F factors are based on the thermal conductance values shown and a temperature differential of 1600°F (888.9°C) when using a heat input 
value of 21,000 BTU per hour per square foot (66,200 Watts per square meter) in accordance with the conditions assumed in API Recommended 
Practice 521. When these conditions do not exist, engineering judgment should be used to select a different F factor or to provide other means 
for protecting the tank from fire exposure. 

‘Use the F factor for an equivalent conductance value of insulation. 

‘Under ideal conditions, water films covering the metal surfaces can absorb most incident radiation. The reliability of water application depends 
on many factors. Freezing weather, high winds, clogged systems, undependable water supply, and tank surface conditions can prevent uniform 
water coverage. Because of these uncertainties, no reduction in environmental factors is recommended; however, as stated previously, properly 
applied water can be very effective. 

“Depressuring devices may be used, but no credit shall be allowed in sizing the venting device for fire exposure. 

fThe following conditions must be met: A slope of not less than 1 percent away from the tank shall be provided for at least 50 feet (15 meters) 
toward the impounding area; the impounding area shall have a capacity that is not less than the capacity of the largest tank that can drain into it; 
the drainage system routes from other tanks to their impounding areas shall not seriously expose the tank; and the impounding area for the tank 
as well as the impounding areas for the other tanks (whether remote or with dikes around the other tanks) shall be located so that when the area 
is filled to capacity, its liquid level is no closer than 50 feet (15 meters) to the tank. 
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5.4.1.3 A discussion of the types and operating characteris- 
tics of venting devices can be found in Appendix C. 


5.4.2. Emergency Venting 


Emergency venting may be accomplished by the use of the 
following: 


a. Larger or additional relief devices. 

b. A gauge hatch that permits the cover to lift under abnor- 
mal internal pressure. 

c. A manhole cover that lifts when exposed to abnormal 
internal pressure. 


5.5 SELECTION, INSTALLATION, AND 
MAINTENANCE OF VENTING DEVICES 


5.5.1 Total Venting Requirements 


5.5.1.1. Pressure 


5.5.1.1.1. The pressure relief device or emergency venting 
device shall be suitable to relieve the flow capacity deter- 
mined for but not limited by the largest single contingency or 
any reasonable and probable combination of contingencies. 


5.5.1.1.2 Consultation between the tank designer, the per- 
son specifying the venting devices, and the venting device 
manufacturer is strongly recommended to ensure that the vent- 
ing devices are compatible with the tank design. The set or 
start-to-open pressure often must be lower than the design pres- 
sure of a tank to allow for adequate flow capacity of the 
devices. The operating pressure should be lower than the set 
pressure to allow for normal variations in pressure caused by 
changes in temperature and by other factors that affect pressure 
in the tank vapor space. The set pressure and relieving pressure 
must be consistent with the requirements of the standard 
according to which the tank was designed and fabricated. Some 
standards present specific requirements, but others may not. 


5.5.1.1.3 Requirements for pressure-relieving devices for 
tanks that are designed and fabricated in accordance with API 
Standard 620 are given in API Standard 620. The pressure 
setting of a pressure-relieving device shall not exceed the 
maximum pressure that can exist at the level where the device 
is located when the pressure at the top of the tank equals the 
nominal pressure rating for the tank and the liquid contained 
in the tank is at the maximum design level. 


Under normal conditions, pressure-relieving devices must 
have sufficient flow capacity to prevent the pressure from ris- 
ing more than 10 percent above the maximum allowable 
working pressure. Under fire emergency conditions, the 
devices shall be capable of preventing the pressure from ris- 
ing more than 20 percent above the maximum allowable 
working pressure. 


5.5.1.2 Vacuum 


A vacuum relief device shall be installed to permit the 
entry of air, or another gas or vapor, to avoid excessive vac- 
uum that may result. The vacuum relief device shall be suit- 
able to relieve the flow capacity required for the largest single 
contingency or any reasonable and probable combination of 
contingencies. A gas-repressuring line with a suitable control 
and source of gas may be provided to avoid drawing air into 
the tank. The design of a gas-repressuring system to eliminate 
the requirement for vacuum relief valves is beyond the scope 
of this standard and should be considered only when the 
induction of air represents a hazard equal to or greater than 
failure of the tank. 

In general, the set and relieving pressures for vacuum relief 
are established to prevent damage to a tank and must limit 
vacuum to a level no greater than that for which a tank has 
been designed. The vacuum-relieving devices of a tank shall 
be set to open at a pressure or vacuum that will ensure that the 
vacuum in the tank will not exceed the vacuum for which the 
tank has been designed when the inflow of air through the 
devices is at its maximum specified rate. 


5.5.2 Installation of Pressure and Vacuum 
Relief Devices 


Pressure and vacuum relief devices shall be installed to: 


a. Provide direct communication with the vapor space and 
not be sealed off by the liquid contents of the tank. 

b. Prevent plugging of the inlet by insulation during relieving 
conditions. 

c. Protect the tank from the closure of a block valve or valves 
installed between the tank and the pressure or vacuum relief 
device or between the pressure or vacuum relief device and 
the discharge outlet. This may be done by locking or sealing 
the block valves open without installing excess relief capacity 
or by providing excess pressure or vacuum relief capacity 
with multiple-way valves, interlocked valves, or sealed block 
valves arranged so that isolating one pressure or vacuum 
relief device will not reduce the remaining relief capacity 
below the required relief capacity. 

d. Ensure that the inlet and outlet assemblies, including any 
biock valves, will permit the relief device to provide the 
required flow capacity. 

e. Keep cold vapor from producing a thermal gradient in the 
roof of the tank or reducing the temperature in the roof of the 
tank. For a tank with the suspended-deck-type roof insulation 
system, the inlet piping to the relief valve must penetrate the 
suspended deck to prevent cold vapor from entering the warm 
space between the outer roof and the suspended deck. The 
influence of this piping must be considered in the relief valve 
capacity calculations. Relief valves should be sized for the 
pressure available across the valve. Consideration should be 
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given to the inlet pressure losses and the back pressure devel- 
oped on the outlet flange. 


5.5.3 Discharge Piping 


5.5.3.1 Discharge piping from the relief devices or com- 
mon discharge headers shall be installed to: 


a. Lead to a safe location. 

b. Be protected against mechanical damage. 

c. Exclude or remove atmospheric moisture and condensate 
from the relief devices and associated piping. This may be 
done by the use of loose-fitting rain caps or drains, but an 
accounting must be made of the pressure loss effects of these 
items. Drains, if provided, shall be installed to prevent possi- 
ble flame impingement on the tanks, piping, equipment, and 
structures. 

d. Discharge in areas that (1) will prevent flame impingement 
on personnel, tanks, piping, equipment, and structures, and 
(2) will prevent vapor entry into enclosed spaces. 

e. Prevent air from recirculating into the valve body during 
relief conditions to prevent ice from forming when the relief 
temperature is below 32°F (0°C). 

f. Prevent vapor from the tank from freezing. 


5.5.3.2 When a tank is located inside a building, the tank 
venting devices shall discharge to the outside of the building. 


5.5.3.3 Relief device discharge lines from one or more 
tanks may be connected to a common discharge header, pro- 
vided the header complies with the other provisions of this 
paragraph. Liquid traps that can introduce sufficient back pres- 
sure to prevent relief devices from functioning properly shall 
be avoided. Other vents, drains, bleeders, and relief devices 
shall not be tied into the common discharge header if back 
pressures can be developed that prevent the relief devices on 
the tank from functioning properly. Back pressures developed 
during relief conditions must be taken into account when siz- 
ing the discharge header, sizing the relief devices, and com- 
pensating the set pressure of unbalanced relief devices (see 
API Recommended Practices 520 and 521). 


5.5.3.4 Relief valves shall be arranged to discharge to 
open air unobstructed so that any impingement of escaping 
cold gas upon the container and any roof mounted items is 
prevented. 


5.5.3.5 <A venting device discharge stack or vent shall be 
designed and installed to prevent water, ice, snow, or other 
foreign matter from accumulating and obstructing the flow. 
The discharge shall be directed upwards when relieving to the 
atmosphere. Independent support of the vertical stack should 
be considered. Provisions shall be made to reduce the thermal 
effects on the container and any roof mounted items caused 
by the ignition of vapor from the relief valve discharge stack. 


5.5.4 Set Pressure Verification 


The set pressure of all pressure and vacuum relief devices 
should be verified by testing before the devices are placed in 
operation. 


5.5.5 Materials of Construction 


Materials for a relief device and its associated discharge 
piping shall be selected for the stored-product service temper- 
ature and pressure at which the device and its piping are 
intended to operate. Also, the materials should be compatible 
with the product stored in the tank and with any products 
formed in the vicinity of the relief device (in case there is a 


discharge). 


5.5.6 Maintenance 


For recommended maintenance and inspection procedures, 
see API Bulletin 2521 and API Recommended Practice 576. 


5.6 TESTING AND MARKING OF VENTING 
DEVICES 


The procedures for the testing and marking of venting 
devices for refrigerated aboveground and belowground tanks 
are the same as the procedures for nonrefrigerated above- 
ground tanks (see Section 4.6). 
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APPENDIX A—BASIS OF THE NORMAL VENTING FOR TABLES 1 AND 2 


For liquids with a flash point below 100°F (37.8°C), this 
standard recommends a venting capacity of 12 SCFH of air 
for each barrel (2.02 Nm3/h per cubic meter) per hour of fill- 
ing rate. Of this quantity, one half, or 6 SCFH (1.01 Nm*/h 
per cubic meter) of air, represents the vapor displacement 
caused by liquid movement. The additional 6 SCFH (1.01 
Nm2/h per cubic meter) of air was established on the basis of 
an evaporation rate of approximately 0.5 percent and to 
account for the conversion of dense vapors being vented to an 
air equivalent. 

The evaporation rate of approximately 0.5 percent was 
selected on the basis of gasoline being pumped into an essen- 
tially empty tank. During this period, heat pickup is the great- 
est. Also, any vapor flashing as a result of hot line products 
(for example, the pipeline being exposed to the sun) is the 
most critical at this time, since there is no large heat sink such 
as exists in a full tank. In addition, vaporization is increased 
since there is essentially no tank pressure to suppress vapor- 
ization. For conversion of hydrocarbon vapor to air, a specific 
gravity of 1.5, compared with 1 for air, was arbitrarily 
selected. 

In addition to the venting capacity for product movement 
indicated above, a thermal evaporation rate based on tank size 


27 


(see Table 2) was established. This is additive to the venting 
for liquid movement. 

It was established that in the southwestern United States, 
tanks could be cooled rapidly, as happens when a sudden 
rainstorm occurs on a hot, sunny day. For vacuum conditions, 
it was found that roof plates could be cooled as much as 60°F 
(33°C) and that shell plates could be cooled about 30°F 
(17°C). This can be converted to a heat loss from the tank 
vapor space of about 20 BTU per hour per square foot (63 
Watts per square meter) of shell and roof surface. From this, 
vacuum (inbreathing) requirements were set. Since records 
were not available on how fast tank vapor spaces can be 
heated (outbreathing), a figure of 60 percent of the inbreath- 
ing requirements was arbitrarily selected as the basis for ther- 
mal outbreathing. 

In establishing the basis above, it was recognized that the 
requirements for outbreathing are somewhat conscrvative; 
however, some conservatism was believed to be desirable to 
take into account both unusual climatic conditions and prod- 
ucts that might generate more vapor than gasoline generates. 
Also, the cost involved for a larger venting device is very 
small, considering the overall cost of a tank. This conserva- 
tism also provides some margin of safety should pumping 
rates be increased slightly above design rates. 
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APPENDIX B—BASIS OF EMERGENCY VENTING FOR TABLES 3 AND 5 


The emergency venting requirements contained in the first 
edition of API Recommended Practice 2000, Guide for Vent- 
ing Atmospheric and Low-Pressure Storage Tanks, were 
based on the assumption that a tank subjected to fire exposure 
will absorb heat at an average rate of 6000 BTU per hour per 
square foot (18,900 Watts per square meter) of wetted sur- 
face. The minimum emergency relief capacity, given in 
approximate diameter of a free circular opening, was com- 
puted from the results of a detailed analysis of the distillation 
characteristics of a typical straight-run gasoline from Mid- 
continent crude oil, using a conventional orifice formula, an 
orifice coefficient of 0.7, and a vapor specific gravity of 2.5. 
An emergency venting capacity of 648,000 cubic feet (17,400 
cubic meters) per hour was the maximum required for any 
tank, regardless of size. This maximum emergency venting 
capacity was based on the following: tanks with a capacity of 
more than 17,500 barrels (2,780 cubic meters), when heated, 
require such a long period of time to elapse before their con- 
tents reach a temperature at which rapid boiling starts that it is 
extremely unlikely that this point would ever be reached, and 
even if it should be, there would be ample time to take the 
necessary precautions to safeguard life and property. 

This basis for emergency venting was adopted by the 
National Fire Protection Association (NFPA)* and was suc- 
cessfully used for many years. As far as can be determined, 
except for some containers of unusually small capacities, no 
case has been recorded in which a tank failed from overpres- 
sure because of insufficient emergency venting capacity when 
vented in accordance with this basis. 

A few catastrophic tank ruptures did, however, occur in 
cases in which the emergency venting was not in accordance 
with this basis. These tank ruptures focused attention on 
emergency venting requirements. Many small-scale fire tests 
demonstrated that heat inputs of more than 6,000 BTU per 
hour per square foot (18,900 Watts per square meter) of sur- 
face could be obtained under ideal conditions; however, 
large-scale test data were lacking. In June 1961, during fire 
demonstrations in Tulsa, Oklahoma, a horizontal tank mea- 
suring 8 feet x 26 feet 10 inches (2.44 meters x 8.18 meters) 
was equipped with an emergency venting device sized to 
limit the internal pressure of the tank to approximately 3 
inches of water column (7.5 mbarg). Measurements indicated 
that under exposure to fire, the pressure rose to approximately 
1.6 pounds per square inch gauge (110 mbarg). Based on 
these tests, it was agreed that emergency venting require- 
ments should be reexamined. As a result of this study, the cur- 
rent basis for heat input under exposure to fire was 
developed.” 


2National Fire Protection Association, 1 Batterymarch Park, P.O. 
Box 9101, Quincy, Massachusetts 02269-9101. 
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Tables 3 and 5 are based on a composite curve that is com- 
posed of three straight lines when plotted on log graph paper. 
The curve may be defined in the following manner: The first 
straight line is drawn between 400,000 BTU per hour 
(117,240 Watts) at 20 square feet (1.86 square meters) of wet- 
ted surface area and 4,000,000 BTU per hour (1,172,400 
Watts) at 200 square feet (18.6 square meters) of wetted sur- 
face area. The equation for this portion of the curve is 


Q = 20,000A (English Units) 
Q = 63,150A (Metric Units) 


(B-1) 


The second straight line is drawn between 4,000,000 BTU 
per hour (1,172,400 Watts) at 200 square feet (18.6 square 
meters) of wetted surface area and 9,950,000 BTU per hour 
(2,916,000 Watts) at 1,000 square feet (93 square meters) of 
wetted surface area. The equation used for this portion of the 
curve is 


Q = 199,300A°-56 (English Units) 
QO = 224,200A9-56 (Metric Units) 


(B-2) 


The third straight line is drawn between 9,950,000 BTU 
per hour (2,916,000 Watts) at 1,000 square feet (93 square 
meters) of wetted surface area and 14,090,000 BTU per hour 
(4,129,700 Watts) at 2,800 square feet (260 square meters) of 
wetted surface area. The equation used for this portion of the 
curve is 


QO = 963,400A°-338 (English Units) 
QO = 630,400A9-338 (Metric Units) 


(B-3) 


Figure B-1 shows the composite curve for English Units. 

For nonrefrigerated tanks designed for pressures of 1 
pound per square inch gauge (69 mbarg) and below, with wet- 
ted surfaces larger than 2,800 square feet (260 square meters), 
it has been concluded that complete fire involvement is 
unlikely and loss of metal strength from overheating will 
cause failure in the vapor space before development of the 
maximum possible rate of vapor evolution. Therefore, addi- 
tional venting capacity beyond the vapor equivalent of 
14,090,000 BTU per hour (4,129,700 Watts) will not be 
effective. 

For all refrigerated tanks, regardless of design pressure, 
and for all nonrefrigerated tanks and storage vessels designed 
for pressures over 1 pound per square inch gauge (69 mbarg), 
additional venting for exposed surfaces larger than 2,800 
square feet (260 square meters) is believed to be desirable 
because, under these storage conditions, liquids often are 
stored at temperatures close to their boiling points. Therefore, 
the time required to bring these liquids to the boiling point 
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may not be significant. For these situations, a heat input value 
should be determined on the basis of 


Q = 21,000A°®2 (English Units) 
Q = 43,200A°-82 (Metric Units) 


(B-4) 


The total emergency venting requirements, in SCFH of air, 
are based on the heat input values described in the preceding 
paragraphs. These heat input values, in BTU per hour (Watts), 
are converted to SCFH (Nm/h) of air on the assumption that 
the stored liquids will] have the characteristics of hexane and 
the venting will occur at 60°F (15.6°C), using the following 
formula: 


A. English Units 


70.50 


SCFH = 
LM*® 


(B-5) 


SCFH = venting requirement, in standard cubic feet of 
air per hour, 


70.5 = factor for converting pounds of vapor to stan- 
dard cubic feet of air, 


Q = total heat input, in BTU per hour (determined 
from Figure B-1 using the calculated wetted 
surface, A), 


L = latent heat of vaporization at relieving condi- 
tions, in BTU per pound, 
M = molecular weight of the vapor being relieved. 
In the equation: 


SCFH = 1107A°82 (B-6) 
the constant 1107 is derived from the previous equation, sub- 
stituting 21,000 BTU per hour for Q, and the latent heat of 
vaporization, ZL, and the molecular weight M, for hexane 
(144 BTU per pound and 86.17, respectively). 
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B. Metric Units 


_ 149829 


mM 3 


Nm?/h 


Nm} /h= venting requirement, in normal cubic meters of 
air per hour, 


14982 = conversion factor, 


Q = total heat input, in Watts (determined from Fig- 
ure B-1 using the calculated wetted surface, A), 


EL = |atent heat of vaporization at relieving condi- 
tions, in J/kg, 


M = molecular weight of the vapor being relieved. 
In the equation: 


Nm} /h = 208.2A982 (B-7) 
the constant 208.2 is derived from the previous equation, sub- 
stituting 43,200 W for Q, and the latent heat of vaporization, 
L, and the molecular weight M, for hexane (334,900 J/kg and 
86.17, respectively). 

No consideration has been given to possible expansion 
from heating the vapor above the boiling point of the liquid, 
the specific heat of the vapor, or the difference in density 
between the discharge temperature and 60°F (15.6°C) 
because some of these changes are compensating. 

Because of some concerns expressed about the differences 
in various methods for determining fire case venting require- 
ments, and a desire to standardize on one method, the sub- 
committee surveyed approximately 100 companies from 
1993 to 1996. This survey indicated that there was no detect- 
able difference in the level of safety provided by using the fire 
sizing methods found in this document, API RP 520, API 
RP 521, NFPA documents, or other commonly used fire case 
venting calculation methods. The subcommittee abandoned 
efforts to standardize the industry on one method for deter- 
mining fire case venting requirements in 1996. 
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Note: Above 2,800 square feet of wetted surface area, the total heat absorption is considered to remain constant for nonre- 
frigerated tanks below 1 pound per square inch gauge. For nonrefrigerated tanks above 1 pound per square inch gauge and 
for all refrigerated tanks, the total heat absorption continues to increase with wetted surface area. This is the reason why the 
curve splits above 2,800 square feet. 


Figure B-1—Curve for Determining Requirements for Emergency Venting During Fire Exposure 
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APPENDIX C—TYPES AND OPERATING CHARACTERISTICS OF VENTING DEVICES 


C.1 


Two basic types of pressure or vacuum vents, direct-acting 
vent valves and pilot-operated vent valves, are available to 
provide overpressure or vacuum protection for low-pressure 
storage tanks. Direct-acting vent valves may be weight loaded 
or spring loaded. Springs are generally used for set pressures 
above 1 pound per square inch gauge (69 mbarg) or vacuum 
below —1 pound per square inch gauge (-69 mbarg). These 
venting devices not only provide overpressure protection but 
also conserve product. Direct-acting vent valves are some- 
times referred to as conservation vents. 

Another type of venting device, an open vent, is available 
to provide overpressure or vacuum protection for storage 
tanks designed to operate at atmospheric pressure. An open 
vent is always open. It allows a tank designed to operate at 
atmospheric pressure to inbreathe and outbreathe at any pres- 
sure differential. An open vent is usually provided with some 
type of weather hood or shape that prevents rain or snow from 
entering the tank (see Figure C-1). 


Introduction 


A summary of operating characteristics is provided in 
Table C-1. 


C.2 Direct-Acting Vent Valves 
C.2.1 DESCRIPTION 


Direct-acting vent valves are available to provide pressure 
relief, vacuum relief, or a combination of pressure and vac- 
uum relief. Combination vent valves may be of a side-by-side 
configuration (see Figure C-2). Side-by-side vent valves or 
pressure relief vent valves are available with flanged outlets 
for pressure discharge when pressure relief vapors must be 


piped away. 


\ 


WSs SS 
N Ry 


Tank connection 


Figure C-1—Open Vent 
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Larger direct-acting vent valves are available to provide 
emergency relief and can provide access to a tank’s interior 
for inspection or maintenance. They are typically available in 
sizes from 16 inches (400 mm) to 24 inches (600 mm) (see 
Figure C-3). Figure C-4 shows other types and configurations 
of direct-acting vent valves. 


C.2.2. PRINCIPLE OF OPERATION 


The principle of operation of a direct-acting vent valve is 
based on the weight of the pallet or the spring force acting on 
the pallet to keep the device closed. When tank pressure or 
vacuum acting on the seat sealing area equals the opposing 
force acting on the pallet, the venting device is on the thresh- 
old of opening. Any further increase in pressure or vacuum 
causes the pallet to begin to lift off the seat. 

Seventy percent to 100 percent overpressure is usually 
required to achieve full lift of a pallet (see Figure C-5). For an 
application in which full lift of the seat pallet is required for 
capacity reasons but cannot be obtained because of a pressure 
limit on the storage tank, a larger venting device or multiple 
venting devices must be used at reduced lift and capacity. 
Several large venting devices instead of many small venting 
devices are usually preferred to minimize the number of tank 
penetrations. As an alternative, a set pressure below the maxi- 
mum allowable working pressure of the tank may be selected 
to allow full lift. 


C.2.3 SEAT TIGHTNESS 


A soft, nonstick material is typically used on the sealing 
surface of the pallet. This material produces a better seal 
between the pallet and the nozzle and prevents the pallet from 
sticking to the nozzle. 

A direct-acting vent valve is tightest when tank pressures 
are 75 percent or less of set pressure. When tank pressures are 
90 percent or more of set pressure, seat leakage is common. 
The closer a tank gets to the set pressure, the more the seats 
leak. For the same set pressure, larger vent valves are tighter 
than smaller vent valves. This is because the circumferential 
unit load at the pallet seating surface is directly proportional 
to the diameter of the seating area. 

Seat leakage can cause vent valve seats to stick closed if 
the vapors from the storage tank product polymerize when 
exposed to atmospheric air or the vapors autorefrigerate, con- 
dense, and freeze atmospheric moisture. Purging the seat area 
with an inert gas, such as nitrogen, or using a steam-jacketed 
venting device may be necessary to prevent sticking. 

Seat leakage can be caused by uneven bolt torque on 
flanged connections, particularly in large diameter devices 
such as weight-loaded emergency venting devices. 


Previous page is blank 


COPYRIGHT 2000 American Petroleum Institute 


Information Handling Services, 
Febuary 23, 2000 08:08:46 


STD-API/PETRO STD 2OOO-ENGL 1998 MB O732290 OLOb45b 117 a 


34 API STANDARD 2000 


ss I 


Table C-1—Operating Characteristics of Venting Devices 


ss ss I 


Type of Venting Device 


Characteristic 
Seat Tightness 


Capacity/Overpressure (Refer to Figure C-5) 


Set Pressure Range—Typical 


Direct Acting 


Rated capacity normally obtained at 200% 
of set, for pressure or vacuum. 
Pressure—Weight Loaded 

fy ozfin? to 16 oz/in? 

(0.865” WC to 27.7" WC) 

(2 mbarg to 69 mbarg) 


Pressure—Spring Loaded 
1.0 psig to 15.0 psig 


Pilot Operated 


Leakage rate increases with increasing pres- Leakage rate decreases with increasing pres- 
sure. Leakage may begin at 75% of set. 


sure. Typically, no leakage above 30% of set. 
A small amount of leakage at pilot may begin 
at 90% of set. 


Rated capacity obtained at 110% of set for 
pressure or vacuum. 
Pressure— 


2" WC to 15.0 psig 
(5 mbarg to 1.034 barg) 


Vacuum— 
—2" WC to -14.7 psig 
(5 mbarg to —1.013 barg) 


(69 mbarg to 1.034 barg) 
Vacuum—Weight Loaded 


1/, oz/in2 to -10 oz/in2 


—0.865" WC to -17.3" WC) 
(—2 mbarg to -43 mbarg) 


Vacuum—Spring Loaded 


~10 oz/in? to ~7 psig 


(-43 mbarg to 0.48 barg) 


Typical Blowdown 0 


0% to 7% 


gg 


In areas with strict fugitive emissions regulations, open 
vents may not be acceptable and vent device selection must 
consider maximum leakage requirements during periods of 
normal tank operation. 


C.2.4 VENTING DEVICE SIZES AND SET 
PRESSURES 


Direct-acting vent valves are typically available in sizes 
from 2 inches (50 mm) to 12 inches (300 mm); however, vent 
valves in a stacked configuration (see Figure C-4) are avail- 
able in sizes up to 24 inches (600 mm). The size of a vent 
valve is based on the venting device’s tank connection. 

Typical set pressure ranges for weight-loaded vent valves 
are up to 16 ounces per square inch pressure (69 mbarg) and 
up to 10 ounces per square inch vacuum (~43 mbarg). Spring- 
loaded vent valves must generally be used for pressure or vac- 
uum settings that exceed these values because the supporting 
structure and space for the added weights is not available. 

Verification of the set pressure of a venting device after it 
has been installed on a storage tank can be accomplished by 
increasing the tank pressure or vacuum. To change the set 
pressure, weights must be added or removed from the pallet, a 
new pallet must be used, or the spring must be adjusted (if a 
spring-loaded vent valve is being used). 


C.3  Pilot-Operated Vent Vaives 
C.3.1 DESCRIPTION 


Pilot-operated vent valves are available to provide pressure 
relief, vacuum relief, or a combination of pressure and vac- 
uum relief. Some vent valves may be equipped with flanged 
outlets when pressure relief vapors must be piped away. 
Unlike side-by-side direct-acting vent valves, pilot-operated 
vent valves relieve pressure or vacuum through the same 
opening to atmosphere (see Figure C-6). 


C.3.2 PRINCIPLE OF OPERATION 


A pilot-operated vent valve for pressure relief uses tank 
pressure, not weights or a spring, to keep the vent valve seat 
closed. The main seat is held closed by tank pressure acting 
on a large area diaphragm. This tank pressure covers an area 
greater than the seat sealing area, so the net pressure force is 
always in a direction to keep the seat closed. The volume 
above the diaphragm is called the dome. Should the dia- 
phragm fail, the dome pressure will decrease, and the vent 
valve will open. 

The pilot is a small control valve that continuously senses 
tank pressure. When the tank pressure increases to set pres- 
sure, the pilot actuates to reduce the pressure in the dome vol- 
ume, the force holding the scat closed is reduced, and the seat 
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Figure C-2—Side-by-Side Pressure/Vacuum Vent 
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Figure C-8—Large Weight-Loaded Emergency Vent 
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Figure C-4—Direct-Acting Vents 
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lifts to permit tank pressure to discharge through the vent 
valve. When the tank pressure decreases, the pilot closes, the 
dome volume repressurizes, and the main seat closes. 

Blowdown is defined as the difference between opening 
and closing pressure. This pressure difference is expressed as 
pressure or as a percent of the set pressure. Typical blow- 
downs are 0 percent to 7 percent. A vent valve with 0 percent 
blowdown is known as a throttling vent valve. A throttling 
vent valve is similar to a direct-acting vent valve because it 
begins to open and close at almost the same pressure; how- 
ever, unlike in a direct-acting vent valve, full lift of the seat in 
a throttling vent valve is obtained at or below 10 percent over- 
pressure (see Figure C-5). Where tank operating pressures are 
very close to the maximum allowable tank pressure, this lift 
characteristic permits overpressure protection to be accom- 
plished with smaller or fewer venting devices. 

A pilot-operated vent valve for vacuum relief uses atmo- 
spheric pressure to keep the seat closed. The force holding the 
seat closed is equal to the seat sealing area times the pressure 


differential across the seat. This pressure differential is equal 
to atmospheric pressure plus the tank vacuum. When the tank 
vacuum equals the pilot set, the pilot opens to apply tank vac- 
uum to the large dome volume above the diaphragm. Atmo- 
spheric pressure acting on the downstream side of the 
diaphragm forces the diaphragm and seat up. Little or no 
increase in tank vacuum beyond the vent valve setting is 
required to obtain full lift of the seat. When the tank vacuum 
decreases, the pilot closes and atmospheric pressure enters 
the dome to close the main seat. 

Should the diaphragm fail, atmospheric air will enter the 
dome and prevent tank vacuum from creating a force differ- 
ential to lift the seat. Double diaphragm vent valves are avail- 
able to prevent such a failure (see Figure C-7): One 
diaphragm is for pressure actuation, and one is for vacuum 
actuation. Each diaphragm is isolated and protected from the 
flow stream and fully supported to minimize stress. The vac- 
uum diaphragm moves only to provide vacuum relief to 
extend its service life. 
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Figure C-5—Capacity/Overpressure Characteristic of Vent 
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C.3.3 SEAT TIGHTNESS 


All low-pressure pilot vent valves are soft seated for pre- 
mium tightness. Unlike in a direct-acting vent valve, the force 
holding the seat closed in a pilot vent valve increases with 
increasing pressure. This force is maximum just before the 
vent valve opens, so leakage will not occur when tank pres- 
sure increases or when tank pressure is kept near the set point 
of the venting device. The force available to open the seat at 
set pressure is also maximum, since the force holding the seat 
closed is removed when set pressure is reached. The opening 
force available is essentially equal to the seat area times the 
tank pressure. 


C.3.4 PILOTTYPES 


Two types of pilot actions are available, modulating and 
snap action. For modulating action, the main vent valve opens 


Tank connection 


gradually with increasing pressure and achieves rated reliev- 
ing capacity at relieving pressure. Modulating valves reclose 
at set pressure. For snap action, the main valve opens rapidly 
at set pressure and achieves rated relieving capacity at reliev- 
ing pressure. Blowdown is normally adjustable. 


C.3.5 VENTING DEVICE SIZES AND SET 
PRESSURES 


Low-pressure pilot-operated vent valves are typically avail- 
able in sizes from 2 inches (50 mm) to 12 inches (300 mm). 
The size of a vent valve is based on the venting device’s tank 
connection. Available set pressures range from 15 pounds per 
square inch gauge pressure (1.034 barg) to 14.7 pounds per 
square inch gauge vacuum (—1.013 barg). The minimum open- 
ing pressure is typically 2-inch water column pressure 
(5 mbarg) or 2-inch water column vacuum (—5 mbarg). 
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Figure C-6—Pilot-Operated Pressure Vent (Single Diaphragm) 
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Figure C-7—Pilot-Operated Pressure/Vacuum (Double Diaphragm) 
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C.3.6 OPTIONAL FEATURES 


Several options are available with a pilot-operated vent 
valve. For verifying set pressure, a field-test connection can 
be supplied that permits checking the set pressure with the 
vent valve installed and pressurized. 

A valve to operate the vent valve as a blowdown device can 
be supplied if depressurizing the storage tank is required. 
This valve can be operated manually at the vent valve or 
remotely from a control room. 

For installations where inlet piping pressure losses may 
cause the vent valve to rapid cycle, the pilot can be equipped 
to sense tank pressure at a location upstream of the inlet pipe 
to prevent the vent valve from rapid cycling. This option, 
known as remote sense, will prevent the vent valve from rapid 
cycling; however, the relieving capacity will be reduced 


because capacity is dependent upon the pressure at the vent 
valve inlet. 

When particulates in the tank vapors may be a problem, an 
external, fine element filter can be supplied for the pilot pres- 
sure sense line. When polymerization of tank vapors in the 
pilot may be a problem, an inert gas purge at the pilot pres- 
sure sense line can be supplied to prevent the tank vapors 
from entering the pilot. 

A pilot-operated vent valve can be equipped with a pilot 
lift lever and a position indicator. A lift lever permits manual 
operation of the pilot to make sure it is free to operate. Actua- 
tion of this lever will always open the main valve if the tank is 
pressurized. A position indicator is a differential pressure 
switch that can be used to signal a control room when the 
vent valve is open or closed. 
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The American Petroleum Institute provides additional resources 
and programs to industry which are based on API Standards. 
For more information, contact: 


¢ Seminars and Workshops Ph: 202-682-8187 
Fax: 202-682-8222 

¢ Inspector Certification Programs Ph: 202-682-8161 
Fax: 202-962-4739 

¢ American Petroleum Institute Ph: 202-962-4791 
Quality Registrar Fax: 202-682-8070 

¢ Monogram Licensing Program Ph: 202-962-4791 
Fax: 202-682-8070 

¢ Engine Oil Licensing and Ph: = 202-682-8233 
Certification System Fax: 202-962-4739 

¢ Petroleum Test Laboratory Ph: 202-682-8064 
Accreditation Program Fax: 202-962-4739 

¢ Training Programs Ph: 202-682-8490 


Fax: 202-682-8222 


In addition, petroleum industry technical, patent, and business 
information is available online through API EnCompass™. 
Call 212-366-4040 or fax 212-366-4298 to discover more. 


American 
To obtain a free copy of the API Ip Petroleum 
Publications, Programs, and Services Institute 
Catalog, call 202-682-8375 or fax your 
request to 202-962-4776. Or see the Helping You 
online interactive version of the catalog Get The Job 
on our World Wide Web site — Done Right 
http://www.api.org. 
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Additional copies available from API Publications and Distribution: 
(202) 682-8375 


Information about API Publications, Programs and Services is 
available on the World Wide Web at: http://www.api.org 
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